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INTRODUCTION 

FJ* LECTBIC lighting virtually started with the invention of the 
''^ Edison incandescent lamp in 1878, the discovery of this very- 
useful and flexible lighting unit marking an epoch not only in home 
lighting, but also in the actual development of the electrical industry 
itself. This invention' had been preceded by the invention of the higher 
powered but less flexible arc lamp, and these two fundamental lighting 
sources have been the standards of electrical illumination since that 
time. 

« 

C The last few years have seen many notable improvements, not only 
in the methods of lighting but in the light units themselves. The 
enclosed arc, the flaming arc, the Moore tubes, and the Nemst lamp 
have all contributed to this wonderful development, but the recent 
improvement in metallic filament lamps, notably the Tungsten, has 
given an impetus which is second only to the original invention of the 
incandescent lamp itself. To cut the energy consumption per candle- 
power from 3.5 watts to 1.25 watts is certainly a triumph, and this 
improvement has opened up many fields of activity hitherto closed to 
incandescent lighting. It has even made the beautifully effective, but 
criminally inefficient, method of indirect lighting economically pos- 
sible. 

C In addition to the progress in the lighting phases of this interesting 
subject, the many precautions and safeguards which the building 
departments of our cities and the Xational Board of Fire Underwriters 
demand in connection with lighting and power circuits, make it all the 



more necessary that everyone actively engaged or interested in lighting 
and wiring should have a reliable handbook giving standard specifica- 
tions and requirements as to materials and methods, and adequate 
descriptions of recommended devices. 

C The material in this volume is especially adapted for purposes of 
^ self-instruction and home study. The utmost care has been used to 
make the treatment of each subject appeal not only to the technically 
trained expert, but also to the beginner and the self-taught practical 
man who wishes to keep abreast of modem progress. The language 
is simple and clear; heavy technical terms and the formulae of the 
higher mathematics have been avoided, yet without sacrificing any of 
the requirements of practical instruction. 

C For purposes of ready reference and timely information when 
needed, it is believed that this handbook will be found to meet every 
requirement. 
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METHODS OF WIRING 

The different methods of wiring which are now approved by the 
National Board of Fire Underwriters, may be classified under four 
general heads, as follows: 

1. Wires Run Concealed in Conduits. 

2. Wires Run in Moulding. 

3. Concealed Knob and Tube Wiring. 

4. Wires Run Exposed on Insulators. 

WIRES RUN CONCEALED IN CONDUITS 
Under this general head, will be included the following: 

(a) Wires run in rigid conduits. 

(6) Wires run in flexible metal conduits. 

(c) Armored cable. 

Wires Run in Rigid Conduit. The form of rigid metal conduit now 
used almost exclusively, consists of plain iron gaspipe the interior sur- 
face of which has been prepared by removing the scale and by remov- 
ing the irregularities, and which is then coated with flexible enamel. 
The outside of the pipe is given a thin coat of enamel in some cases, 
and, in other 
cases, is galvan- 
i z e d . Fig. 1 
shows one make 

• I 1 , Fig. 1. Rigid Enameled Conduit, Unlined. 

01 enamelea (Un- courtesy of American Conduit Mfg. Co., PUtsburg, Pa, 

lined) conduit. 

Another form of rigid conduit is that known as the armored con- 
duit, which consists of iron pipe with an interior lining of paper 
impregnated with asphaltum or similar compound. This latter form 
of conduit is now rapidly going out of use, owing to the unlined pipe 
being cheaper and easier to install, and owing also to improved methods 
of protecting the iron pipe from corrosion, and to the introduction of 
additional braid on the conductors, which partly compensates for the 
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pipe being unlined. The introduction of improved devices — ^such as 
outlet insulators, for protecting the conductors from the sharp edges of 
the pipe, at outlets, cut-out cabinets, etc. — also decreases the neces- 
sity of the additional protection afforded by the interior paper lining. 

Rigid conduits are made in gaspipe sizes, from one-half inch to 
three inches in diameter. The following table gives the various data 
relating to rigid, enameled (unlined) conduit: 

TABLE I 
Rigid, Enameled Conduit— Sizes, Dimensions, Etc* 







Nominal 


Number of 


Actual 


Nominal 


Standard 


Thickness 


Weight 


Threads 


Outside 


Inside 


Pipe Size 


PER 


PER Inch 


Diameter. 


Diameter. 






100 Feet 


OP Screw 


Inches 


Inches 


} 


.109 


84 


14 


.84 


.62 


i 


.113 


112 


14 


1.05 


.82 


1 


.134 


167 


Hi 


1.31 


1.04 


ij 


.140 


224 


Hi 


1.66 


1.38 


li 


.145 


268 


Hi 


1.90 


1.61 


2 


.154 


361 


Hi 


2.37 


2.06 


2i 


.204 


574 


8 


2.87 


2.46 


3 


.217 


754 


8 


3.50 


3.06 



Tables II, III, and IV give the various sizes of conductors that 
may be installed in these conduits. Caution must be exercised in 

TABLE II 
Single Wire in Conduit 





Size Wire, B. & S. G. 


LoRiCATED Conduit, Unlined; D. B. Wire 




No. 14-4 






i inch 




'' 2 






J 


tt 




" 1 






J 


tt 




'• 


i 


inch 


or 1 


ti 




" 00 








it 




" 000 








a 




" 0000 








ti 




250,000 C. M. 








ti 




300,000 C. M. 








ti 




350,000 C. M. 








it 




400,000 C. M. 


li 


ti 


or IJ 


it 




450.000 C. M. 








tt 




500,000 C. M. 








tt 




600,000 C. M. 


n 


ti 


or 2 


a 




700,000 C. M. 






2 


It 




800,000 C. M. 






2 


a 




900,000 C. M. 






2 


it 




1,000,000 C. M. 


2 


li 


or2i 


a 




1,500,000 C. M. 






2i 


a 




1,700,000 C. M. 






3 


it 




2,000,000 C. M. 






3 


tt 
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TABLE III 
Two Wires in One Conduit 





Size Wire, B. & S. G. 


LORICATED CONDUn 


', Unlined; D. B. Wire 




No. 14 






1 inch. 




" 12 


i 


inch 


or i * 






" 10 






1 / 






" 8 






1 






" 6 






1 






" 5 


1 


(t 


or U * 






" 4 






U ' 






" 3 


• 




U ' 






" 2 


.li 


ft 


orli ' 


« 




" 1 






li ' 






" 






H ' 






" 00 


n 


it 


or 2 ' 






" 000 






2 


* 




" 0000 






2 






250,000 C. M. 


2 


tt 


or2i ' 






300,000 C. M. 






2i ' 






350,000 C. M. 






2i ' 






400,000 C. M. 


2i 


tc 


or 3 ' 






450,000 C. M. 






3 






500,000 C. M. 






3 






600,000 C. M. 






3 






700,000 C. M. 






3 ' 





TABLE IV 
Tliree Wires in One Conduit 



Size Wire, 


B.&S.G. 










LoRicATED Tube, Uni 
D. B. Wire 


jIned; 








Outside 


Center 






No. 14 


No. 12 


f inch 




' 12 




' 10 


} 






' 10 




8 


1 






' 8 




6 


1 






6 




4 


H ' 






5 




2 


U ' 






' 4 




1 


1} inch or IJ • 






' 3 







li ' 






2 




' 2/0 


li " or 2 






1 




' 3/0 


2 






' 




' 4/0 


2 






' 2/0 


250 M. 


2 " or 2i ' 






' 3/0 


300 M. 


2i ' 






' 4/0 


400 M. 


2i ' 




250 M. 


450 M. 


2i " or 3 ' 




250 M. 


500 M. 


3 




300 M. 


600 M. 


3 




350 M. 


700 M. 


3 ' 




400 M. 


800 M. 


3 




450 }i. 


900 M. 


3 


^ 
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using these tables, for the reason that the sizes of conductors which 
may be safely installed in any run of conduit depend, of course, upon 
the length of and the number of bends in the run. The tables are 
based on average conditions where the run does not exceed 90 to 100 
feet, without more than three or four bends, in the case of the smaller 
sizes of wires for a given size of conduit; and where the run does not 
exceed 40 to 50 feet, with not more than one or two bends, in the case 
of the larger sizes of wires, for the same sizes of conduit. 

Unlined conduit can be bent without injury to the conduit, if the 
conduit is properly made and if proper means are used in making the 
bends. Care should be exercised to avoid flattening the tube as a result 
of making the bend over a sharp curve or angle. 

In installing iron conduits, the conduits should cross sleepers or 
beams at right angles, so as to reduce the amount of cutting of the 
beams or sleepers to a minimum. 

Where a number of conduits originate at a center of distribution, 
they should be run at right angles for a distance of two or three feet 
from the cut-out box, in order to obtain a symmetrical and workman- 
like arrangement of the conduits, and so as to have them enter the 
cabinet in a neat manner. While it is usual to use red or white lead 
at the joints of conduits in order to make them water-tight, this is 
frequently unnecessary in the case of enameled conduit, as there is 
often sufficient enamel on the thread to make a water-tight joint. 

When iron conduits are installed in ash concrete, in Keene 
cement, or, in general, where they are subject in any way to corrosive 
action, they should be coated with asphaltum or other similar protec- 
tive paint to prevent such action. 

While the cost of circuit work run in iron conduits, is usually 
greater than any other method of wiring, it is the most permanent 
and durable, and is strongly recommended where the first cost is not 
the sole consideration. This method of wiring should always be 
used in fireproof buildings, and also in the better class of frame build- 
ings. It is also to be recommended for exposed work where the work 
is liable to disturbance or mechanical damage. 

Wires Run in Flexible Metal Conduit. This form of conduit, 
shown in Fig. 2, is described by the manufacturers as a conduit com- 
posed of "concave and convex metal strips wound spirally upon each 
other in such a manner as to interlock several concave surfaces and 



les where the /^y ^^ — -v" — ~v''"~"V^ — ' 

r??i \ \ \ \ 



■ ELECTRIC WIRING 5 

present their convex surfaces, both exterior and interior, therel^ 
securing a smooth and comparatively frictionless surface inside and 
out." 

The field for the use of thb form of conduit is rapidly increasing. 
Owing to its flexibility, conduit of this type can -be used in numerous 
cases where the 
rigid 
could I 

bly ,. -_ 
ployed. Its use \\Jj j, \ \ \ \ 

IS to be recom- p,g 3 Flexible steel Comlnit. 

mended above Cevrtttf or Sta-Ung EltctrU Co., Trot/.S. T. 

all the other forms of wiring, except that installed in ri^d conduits. 
For new fireproof buildings, it is not so durable as the rigid conduit, 
because not so water-tight; and it is very difficult, if not Impossible, 
to obtain as workmanlike a condu't system with the flexible as with the 
rigid type of conduit. For completed or old frame buildings, however, 
the use of the flexible conduit is superior to all other forms of wiring. 
Table V gives the inside diameter of various sizes of flexible con- 
duit, and the lengths of -standard coils. inside diameter of this 
conduit is the same as that of the rigid conduit; and the table given 
for the maximum sizes of conductors which may be installed in the 
various sizes of conduits, may be used also for flexible steel conduits, 
except that a little more maigin should be allowed for flexible steel 
conduits than for the rigid conduits, as the stiffness of the latter makes 
it possible to pull in slightly larger sized conductors. 

TABLE V 
Oreenfield Flexible Steel Conduit 
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This conduit should, of course, be first installed without the con- 
ductors, in the same manner as the rigid conduit. Owing to the 
flexlbiii^ of this conduit, however, it is absolutely essential to fasten 
it securely at all elbows, bends, or offsets; for, if thii is not done, con- 
siderable difficulty will be ex- 
perienced in drawing the con- 
ductors in the conduit. 

The rales governing the in- 
stallation of this conduit are 
the same as those covering 
rigid conduits. Double-braided 
Fig. I: Dse of EiDow ciamn tor FasMniDB FiOTi- Conductors are required, and 
the conduit should be grounded 
as required by the Code Rules. As already stated, the conduit should 
be securely fastened {in not less than three places) at all elbows; or 
else the special elbow clamp made for this purpose, Aown in Fig. 3, 
should be used. 

In order to cut flexible steel conduit properly, a fine hack saw 
should be employed. Outlet -boxes are required at all outlets, as well 
as bushing and wires to rigid 
conduit. Fig. 4 shows a coil 
of flexible steel conduit. Figs. 
5, 6, and 7 show, respectively, 
an outlet box and cover, outlet 
plate, and bushing used for this 
conduit. 

Armored Cable. There 
are many cases where it is im- 
possible to install a conduit 
system. In such cases, prob- 
bably the next best results may 
be obtained by the use of steel 
armored cable. The rules gov- 
erning the installation of armored cable are given in the Naiion(d 
Eledric Code, under Section 24-A, and Section 48 ; also in 24^S. This 
cable b shown in Fig. 8. 

Steel armored cable is made by winding formed steel strips over 
the insulated conductors. The steel strips are similar to those used 
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for the steel conduit. Care is taken in forming the cable, to avoid 
crushing or abraiding the insulation on the conductors as the steel 



Fig. G. OnUet Box tor Flexible Steel Condolt. 
strips are fed and formed over the same. In the process of manufao- • 
ture, the spools of steel ribbon are of irregular length, and when a 



spool is empty, the machine is stopped, and the ribbon is started on 
the next spool, the process being continued. There is no reason why 



the Conduit cables could not be mode of any length; but their actual 
lengths as made are determined by convenience in handling. Armored 
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cable is made in single conductors from No. 1 to No. 10 B. & S. 6.; 
in twin conductors, from No. 6 to No. 14 B. & S. G.; and three-^ondrjuy' 
tor cable, from No. 10 to No. 14 B. & S. G. Table VI gives various 
data relating to armored conductors: 

TABLE VI 
Armored Conductors — ^Types, Dimensions* Etc. 



Size 
B.&S 
Gauqb 



No. 14 

" 12 

" 10 

" 8 

" 6 

" 14 

" 12 

" 10 

" 14 

" 12 

" 10 

" 14 

" 12 

" 10 

" 14 

" 12 

" 10 



tt 
tt 
tt 
tt 
it 

tt 

It 
tt 

4t 
tt 
tt 



tt 
tt 
tt 

tt 

tt 
tt 



10 
8 
6 
4 
2 
1 

10 
8 
6 
4 
2 
1 



18 
16 
14 

18 
16 
14 



Ttpb and Number of Conductors 



BX twin conductor 
tt tt tt 



tt 

tt 
tt 



tt 
tt 
tt 



tt 
tt 
tt 



BM twin conductor (for marine work — ship wiring) 



It 
tt 



u 
tt 



tt 
tt 



BX3 three conductor 

tt tt tt 



tt 



tt 



tt 



BXL twin conductor, leaded 



tt 
tt 



tt 
tt 



tt 
tt 



tt 
tt 



BXL3 three conductor, leaded 



tt 
tt 



tt 
tt 



tt 
tt 



tt 
tt 



Type D single conductor, stranded 



it 
tt 
tt 
tt 
tt 



tt 
tt 
tt 
tt 
tt 



tt 
tt 
tt 
*t 
tt 



tt 
tt 
tt 
ti 
tt 



Type DL single conductor, stranded, leaded 

tf tt tt it tt tt 



tt 
it 
tt 
It 



tt 
tt 
tt 
tt 



tt 
tt 
tt 
tt 



tt 

tt 

t 

tt 



ft 
tt 
tt 
tt 



yps 



Steel Armored Flexible Cord 
E twin conductor 



tt 



tt 



tt 
tt 



tt 
It 



Type EM twin conductor, re-inforced 



tt 
tt 



it 
tt 



It 



tt 



tt 
tt 



tt 
tt 



OUTSIDB 

Diameter 
(Inches) 



.63 
.685 
.725 
.875 
1.3125 

.725 
.725 
.73 

.71 

.725 

.73 

.725 
.725 

.87 

.90 
.90 
.94 

.550 
.550 
.575 
.700 
.900 
.965 

.625 
.710 
.700 
.760 
.920 
.910 



.40 
.40 
.47 

.575 
.585 
.595 



In Table VI, Tvpes D (smgle), BX (twin), and BX3 (3 conduc- 
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tors) are annored cable adapted for ordinary indoor work. Type 
BM (twin conductors) is adapted for marine wiring. Types DL 
(single), BXL (twin), and BXL 3 (3 conductors) have the conductors 
lead-encased, with the steel armor outside, and are especially adapted 
for damp places, such as breweries, stables, and similar places. 

Type E is used for flexible-cord pendants, and is suitable for 
factories, mills, show windows, and other similar places. Type EM 
is the same as Type E; but the flexible cord is reinforced, and is suit- 
able for marine work, for use in damp places, and in all cases where it 
will be subject to very rough handling. 

While this form of wiring has not the advantage of the conduit 
system — ^namely, that the wires can be withdrawn and new wires 
inserted without disturbing the building in any way whatever — ^yet it 
has many of the advantages of the flexible steel conduit, and it has 
some additional advantages of its own. For example, in a building 
already erected, this cable can be fished between the floors and in the 
partition walls, where it would be impossible to install either rigid 
conduit or flexible steel conduit without disturbing the floors or 
walls to an extent that would be objectionable. 

Armored conductors should be continuous from outlet to outlet, 
without being spliced and installed on the loop system. Outlet boxes 
should be installed at all outlets, although, where this is impossible, 
outlet plates may be used under certain conditions. Clamps should 
be provided at all outlets, switch-boxes, junction-boxes, etc., to hold 
the cable in place, and also to serve as a means of grounding the steel 
sheathing. 

Armored cable is less expensive than the rigid conduit or the 
flexible steel conduit, but more expensive than cleat wiring or knob 
and tube wiring, and is strongly recommended in preference to the 
latter. 

WIRES RUN IN MOULDING 

Moulding is very extensively used for electric circuit work, in 
extending circuits in buildings which have already been wired, and 
also in wiring buildings which were not provided with electric circuit 
work at the time of their erection. The reason for the popularity of 
moulding is that it furnishes a convenient and fairly good-looking 
runway for the wires, and protects them from mechanical injury. 
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Pig. 9. Two- Wire Wood Moulding. 



It seems almost unwise to place conductors carrying electric current, 
in wood casing; but this method is still pennitted by the National 
Electric Code, although it is not allowed in damp places or in places 

where there is liability to damp- 
ness, such as on brick walls, 
in cellars, etc. 

The dangers from the use of 
moulding are that if the wood 
becomes soaked with water, 
there will be a liability to leak- 
age of current between the conductors run in the grooves of the mould- 
ing, and to fire being thereby started, which may not be immediately dis- 
covered'. Furthermore, if the conductors are overioaded, and conse- 
quently overheated, the wood is likely to become charred and finally ig- 
nited. Moreover, the moulding itself is always a temptation as affording 
a good "round strip" in which .to drive nails, hooks, etc. However, the 
convenience and popularity of moulding cannot be denied ; and imtil 
some better substitute is found; or until its use is forbidden bv the 
Rides, it will continue to be used to a very great extent for running 
circuits outside of the walls and on the ceilings of existing buildings. 
Figs. 9, 10, 11, and 12 show two- and three-wire moulding respectively; 
and Table VII gives complete data as to sizes of the moulding required 
for various sizes of conductors. 

While the Rules recommend the use of hardwood moulding, as a 
matter of fact probably 90 per cent of the moulding used is of white- 
wood or other similar cheap, soft wood. Georgia pine or oak ordinarily 
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Fig. 10. Two- Wire Wood Moulding. 



costs about twice as much as the soft wood. In designing moulding 
work, if appearance is of importance, the moulding circuits should 
be laid put so as to afford a symmetrical and complete design. For 
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example, if an outlet is to be located in the center of the ceiling, 
the moulding should be continued from wall to wall, the portion beyond 
the outlet, of course, having no conductors inside of the moulding. 
If four outlets are to be placed on the ceiling, the rectangle of moulding 
should be completed on the fourth side, although, of course, no con- 
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Fig. 11. Three- Wire Wood Moulding. 

ductors need be placed in this portion of the moulding. Doing this 
increases the cost but little and adds greatly to the appearance. 

Moulding is frequently used in combination with other methods 
of wiring, including armored cable, flexible steel tubing, and fibrous 
tubing. In many instances, it is possible to fish tubing between 
beams or studs running in a certain direction; but when the conduc- 
tors are to run in another direction or at right angles to the beams or 
studs, exposed work is necessary. In such cases, a junction-box or 
outlet-box must be placed at the point of connection between the 
moulding and the armored cable or steel tubing. 

Where circuits are run in moulding, and pass through the floor, 
additional protection must be provided, as required by the Code Rules, 
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Fig. 12. Tlipee-Wire Wood Moulding. 

to protect the moulding. As a rule, it is better to use conduit for all 
portions of moulding within six feet of the floor, so as to avoid the 
possibility of injury to the circuits. Where a combination of iron 
conduit or flexible steel tubing is used with moulding, it is well to use 
double-braided conductors throughout, because, although only single- 
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TABLE Ml 
Sizes of MouMlnes Required for Various Sizes of Conductors 



braided conductors are required with moulding, double-braided con- 
ductors are required with unlined conduit, and if double-braided con- 
ductors were not used throughout, it would be necessary to make a 
joint at the outlet-box where the moulding stopped and the conduit 
work commenced. Where the conductors pass through floors, in 
moulding work, and where iron conduit is used, the inspection authori- 
ties, in order to protect the wire, usually require that a fibrous tubing 
be used as additional protection for the conductors inside of the iron 
pipe, although, if double-braided wire is used, this will not usually be 
req'iired. Fig. 13 shows a fuseless cord rosette for use with moulding 
work. Fig, 14 shows a device for making a tap in moulding wiring. 

Moulding work, under ordinary conditions, costs about one-half 
a5 much as circuit run in rigid conduit, and about 75 per cent, under 
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ordinary conditions, of the cost of armored cable. Where the latter 
method of wiring or the conduit system can be employed, one or Ine 
other of these two methods should be used in preference to moulding, 



Pig. IS Fuseless Cord Fig. U. I>aTlce(orM>ikiiig"Tap"lii 

Bo^lta Moulding. 

Courtetv of Crovm- Hindi Co., Courteiv of H. T. PaMt CD., 

Svraaue. X. Y. PhilaiUlphla, Pa. 

as the work is not only more substantial, but also safer. Various forms 
of metal moulding have been introduced, but up to the present time 
have not met with the success which they deserve. 

CONCEALED KNOB AND TUBE WIRING 

This method of wiring is still allowed by the Naiional Electric 
Code, although many vigorous attempts have been made to have it 
abolished. Each of these attempts has met with the strongest 
opposition from contractors and central stations, particularly in small 
towns and villages, the argument for this method being, that it is tlie 
cheapest method of wiring, and that if it were forbidden, many places 
which are wired according to this method would not be wired at all, 
and the use of electricity would therefore be much restricted, if not 
entirely done away with, in such communities. This argument, how- 
ever, is only a temporary makeshift obstruction in the way of inevitable 
progress, and in a few years, undoubtedly, the concealed knob and 
tube method will be forbidden by the National Electric Code. 

The cost of wiring according to this method is about one-fhbd 
of the cost of circuits run in rigid conduit, and about one-half of the 
cost of circuits run in armored cable. The latter method of wiring 
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is rapidly replacing knob and tube wiring, and justly so, wherever 
th€i additional price for the latter method of wiring can be obtained. 
As the name indicates, this method of wiring employs porcelain knobs 



Fig, 15. Knob and Tube Wiring. 

and tubes, the circuit work being run concealed between the floor beams 
and studs of a frame building. The knobs are used when the circuits 
run parallel to the floor beams; and the poreelain tubes are used when 
the circuits are run at right angles to the floor beams. 

Fig, 15 shows an example of knob and tube wiring. In concealed 
knob and tube wiring, 'the wires must be separated at least five inches 
from one another, and at least one inch from the surface wired over, 
that is, from the beams, flooring, etc., to which the insulator is fas- 
tened. Fig, 16 shows a 
good type of porcelain 
knob for this class of 
wiring. For knob and 
tube wiring, it will be 
noted that, owing to the 
fact that the wiring is 

concealed, the conductors ^'^ '^ rorcelaln Knob, 

must be kept further apart than in the case of exposed or open wiring 
on insulators, where, except in damp places, the wires may be run on 
cleats or on insulators only one-half inch from the surface wired ovel, 
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Fibrous Tubing. Fibrous tubing is frequently used with knob 
and tube wiring, and the regulations governing its use are given in 
Rule 24, Section S, of the National Electric Code. This tubing, as 
stated in this Bu/e.may be used where it is impossible and impracticable 
to employ knobs and tubes, provided the difference in potential 
between the wires is not over 300 volts, and if the wires are not sub- 



ject to moisture. The cost of wiring in flexible fibrous tubing is 
approximately about the same as the cost of knob and tube wiring. 
Duplex conductors, or two wires together are not allowed in fibrous 



Fibrous tubing is required at all outlets where conduit or armored 
cable is not used (as in knob and tube wiring) ; and, as required by the 
Rules, it must extend back from the last porcelain support to one inch 
beyond the outlet. Fig, 17 shows one make of fibrous tubing. 

Table VXII gives the maximum sizes of conductors (double- 
bijfiided) which may be installed in fibrous conduit. 



TABLE VIII 
Sizes of Conductors In Fibrous Conduit 
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WIRES RUN EXPOSED ON INSULATORS 

This method of wiring has the advantages of cheapness, durability , 
and aceessibiUty. 

Cheapness. The relative cost of this method of wiring as com- 
pared with that of the concealed conduit system, is about fifty per cent 
of the latter if rubber-covered conductors are used, and about forty 
per cent of the latter if weatherproof slow-burning conductors are used. 
As the Rules of the Fire Underwriters allow the use of weatherproof 
slow-burning conductors in dry places, considerable saving may be 
effected by this method of wiring, provided there is no objection to it 



Fig. tA Large Fcsdars Bun Exposed od InsQlators. 

from the standpoint of appearance, and also provided that it is not 
liable to mechanical injury or disarrangement. 

Durability. It Is a well-known fact that rubber insulation has a 
relatively short life. Inasmuch as in this method of wiring, the insula- 
tion does not depend upon the msulaticn of the conductors, but on 
the insulators themselves, which are of glass or porcelain, this system 
is much more desirable than any of the other methods. Of course, 
if the conductors are mechanically injured, or the insulators broken, 
the insulation of the system is reduced; but there is no gradual dete- 
rioration as there is in the cise of other methods of wiring, where 
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rubber is depended upon for insulation. This is especially true in hot 
places, particularly where the temperature is 120° F. or above. For 
such cases, the weatherproof slow-burning conductors on porcelain 
or glass insulators are especially recommended. 

Accessibility. The conductors being run exposed, they may be 
readily repaired or removed, or connections may be made to the same. 

This method of 
wiring is especially 
recommended for 
mills, factories, and 
for large or long 
feeder conductors. 
Fig. 18 shows ex- 
amples of exposed 
large feeder con- 
ductors, installed in the New York Life Insurance Building, New 
York City. For small conductors, up to say No. 6 B. & S. 
Gauge each, porcelain cleats may be used to support one, two, 
or three conductors, provided the distance between the conduc- 




Flg. 19. Two- Wire Cleat. 





Fig. aa One- Wire Cleat. 



Fig. 21. Porcelain Insulator for 
Large Conductors. 



tors is at least 2^ inches in a two-wire system, and 2^ inches 
between the two outside conductors in a three-wire system where the 
potential between the outside conductors is not over 300 volts. The 
cleat must hold the wire at least one-half inch from the surface to which 
the cleat is fastened ; and in damp places the wire must be held at 
least one inch from the surface wired over. For larger conductors, 
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from No, 6 to No. 4 / B, & S. Gauge, it is usual to use single porcelain 
cleats or knobs. Figs. 19 and 20 show a good form of two-wire 



cleat and single-wire cleat, respectively. 
For large feeder or main conductors 
fivm No. 4/0 B. & S. Gauge upward, a 
more substantial form of porcelain insu- 
lator should be used, such as shown in 
Fig. 21. These insulators are held in 
iron racks or angle-iron frames, of which 
two forms are shown in Figs. 22 and 23. 
The latter form of rack is particularly de- 
sirable for heavy conductors and where a 
number of conductors are run together. 
In this form of rack, any length of con- 
ductor can be removed without disturb- 
ing the other conductors. 

As a rule, the porcelain insulators 
should be placed not more than 4^ feet 
apart; and if the wires are liable to be 
disturbed, the distance between supports 
should be shortened, particularly for small 
conductors. If the beams are so far 
apart that supports cannot be obtained 
every 4J feet, it is necessaiy to provide a 
running board as shown in Fig. 24, to 
which the porcelain cleats and knobs 
can be fastened. Figs. 25 and 26 show 
two methods of supporting small con- 
ductors, For conductors of No. 8 B. & S. 
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Grauge, or over, it is not necessary to break around the beams, provided 
they are not liable to be disturbed ; but the supports may be placed on 
each beam. 

Where the dis- 
tance between the 
supports, however, 
is greater than 4^ 
feet, it is usually 
necessary to provide 

m termed late sup- Fig. 24. InsulatorsMoupted on Runnlng-Board across wide- 
ports, as shown in spaced Beams. 

Fig. 27, or else to provide a running-board. Another method which 
may he used, where beams are further than 4^ feet apart, is to 






Fig. 25. Method of Supporting Small Conductors. 
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Fig. 27. Intermediate Support for Conductor between Wide-Spaced Beams. 

run a main along the wall at right angles to the beams, and to 
have the individual circuits run between and parallel to the beams. 
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Fig. 26. Method of Supporting a Small 
Conductor. 



Fig. 28. Conductors Protected by Wooden 
Ouard-Strlps on Low Celling. 



In low-ceiling rooms, where the conductors are liable to injury, 
it is usually required that a wooden guard strip be placed on each side 
of the conductors, as shown in Fig. 28. 

Where the conductors pass through partitions or walls, they must 
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be protected by porcelain tubes, or, if the conductors be of rubber, by 
means of fibrous tubing placed inside of iron conduits. 

All conductors on the walls for a height of not less than six feet 
from the ground, either should be boxed in, or, if they be rubber-covered, 
should (preferably) be run in iron conduits; and in conductors having 
single braid only, additional protection should be provided bymeans of 
flexible tubing placed inside of the iron conduit. 

Where conductors cross each other, or where they cross iron pipes, 
they should be protected by means of porcelain tubes fastened with 
tape or in some other substantial manner that will prevent the tubes 
from slipping out of place. 

TWO-WIRE AND THREE-WIRE SYSTEMS 

As both the two-wire and the three-wire system are extensively 
used in electric wiring, it will be well to give some consideration to the 
advantages and disadvantages of each system, and to explain them 
somewhat in detail. 

Relative Advantages. The choice of either a two-wire or a three- 
wire system depends largely upon the source of supply. If, for ex 
ample, the source of supply will always probably be a 120-volt, two 
wire system, there would be no object in installing a three-wire system 
for the wiring. If, on the other hand, the source of supply is a 120- 
240-volt system, the wiring should, of course, be made three-wire. 
Furthermore, if at the outset the supply were two-wire, but with a pos- 
sibility of a three-wire system being provided later, it would be well 
to adapt the electric wiring for the three-wire system, making the 
neutral conductor twice as large as either of the outside conductors, 
and combining the two outside conductors to make a single conductor 
until such time as the three-wire service is installed. Of course, there 
would be no saving of copper in this last-mentioned three-wire system, 
and in fact it would be slightly more expensive than a two-wire system, 
as will be shortly explained. 

The object of the three-wire system is to reduce the amount of 
copper — and consequently the cost of wiring — ^necessary to transmit a 
given amount of electric power. As a rule, the proposition is usually 
one of lighting and not of power, for the reason that by means of the 
three-wire system we are able to increase the potential at which the 
current is transmitted, and at the same time to take advantage of the 
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greater efficiency of the lower voltage lamp. If current for power 
(motors, etc.) only were to be transmitted „it would be a simple matter 
to wind the motors, etc., for a higher voltage, and thereby reduce the 
weight of copper. 
If, however, we in- 
crease the voltage 
of lamps, we find 
that they are not so 
efficient, nor is their 

life so loner. With *^* 29. Tliree-Wlre System, with Neutral Conductor between 
^* the Two Outside Conductors. 

the standard carbon 

lamp, it has been found that the 240-volt lamp, with the same 
life, requires about 10 to 12 per cent more current than the cor- 
responding 120-volt lamp. Furthermore, in the case of the more 
efficient lamps recently introduced (such as the Tantalum lamp. 
Tungsten lamp, etc.), it has been found impracticable, if not impos- 
sible, to make them for pressures above 125 volts. For this reason 
the three-wire system is employed, for by this method we can use 240 
volts across the outside conductors, and by the use of a neutral con- 
ductor obtain 120 volts between the neutral and the outside conductor, 
and thereby be enabled to use 120-volt lamps. Furthermore, if a 
240-volt lamp should ever be placed on the market that was as economi- 
cal as the lower voltage lamp, the result would be that the 240-480- 
volt system would be introduced, and 240-volt lamps used. As a 

5 m m matter of fact, this 

A A. has been tried in 
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several cities — ^and 
particularly in 
Providence, Rhode 
Island. As a rule. 

Pig. 80. Lamps Arranged in Pairs in Series, Dispensing with howCVer, the 120- 
Necessity for Third or Neutral Conductor. 

volt lamp has been 
found so much more satisfactory as regards life, efficiency, etc., that 
it is nearly always employed. 

The two*-wire system is so extremely simple that no explanation 
whatever is required concerning it. 

The three-wire system, however, is somewhat confusing, ana 
will now be considered. 
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Details of Three-Wire System. The three-wire system may be 
considered as a two-wire system with a third or neutral conductor 
placed between the two outside conductors, as shown in Fig. 29. 
This neuti:al conductor would not be required if we could always have 
the lamps arranged in pairs, as shown in Fig. 30. In this case, the 
two lamps would bum in series, and we could transmit the current 
at double the usual voltage, and thereby supply twice the number of 
lamps with one-quarter the weight of copper, allowing the same loss 
in pressure in the lamps. The reason for this is, that, having the 
lamps arranged in series of pairs, we reduce the current to one-half, 
and, as the pressure at which the current is transmitted is doubled, 
we can again reduce the copper one-half without increasing the loss 
in lamps. We therefore see that we have a double saving, as the cur- 
rent is reduced one-half, which reduces the weight of copper one-half, 
and we can again reduce the copper one-half by doubling the loss in 
volts without increasing the percentage loss. For example, if in one 
case we had a -straight two-wire system transmitting current to 100 
lamps at a potential of 100 volts, and this system were replaced by one 
in which the lamps were placed in series of pairs, as shown in Fig. 30, 
and the potential increased to 200 volts — 100 lamps still being used — 
we should find, in the latter case, that we were carrying current really 
for only 50 lamps, as we would require only the same amount of cur- 
rent for two lamps now that we required for one lamp before. Fur* 
thermore, as the potential would now be 200 instead of 100 volts^ 
we could allow twice as much loss as in the first case, because the loss 
would now be figured as a percentage of 200 volts instead of a percent- 
age of 100 volts. From this, it will readily be seen that in the second 
case mentioned, we would require only one-quarter the weight of 
copper that would be required in the first case. 

It will readily be seen, however, that a system such as that out- 
lined in the second scheme having two lamps, would be impracticable 
for ordinary purposes, for the reason that it would always require the 
lamps to be burned in pairs. Now, it is for this very reason that the 
third or neutral conductor is required ; and, if this conductor be added, 
it will no longer be necessary to bum the lamps in pairs. This, then, 
is the object of the three-wire system — to enable us to reduce the 
amount of copper required for transmitting current, without increasing 
the electric pressure employed for the lamps. 
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• With regard to the size of the neutral conductor, one Important 
point must be borne In mind ; and that is, that the Rules of the National 
Electric Code require the neutral conductor in all Interior wiring to be 
made at least as large as either of the two outside conductors. The 
reasons for this from a fire standpoint are obvious, because, if for 
any reason either of the outside conductors became disconnected, the 
neutral wire might be required to carry the same current as the out- 
side conductors, and therefore it should be of the same capacity. Of 
course, the chances of such an event happening are slight; but, as 
the fire hazard is all-Important, this rule must be complied with for 
interior wiring or In all cases where there would be a probability of 
fire. For outside or underground work, however, where the fire 
hazard would be relatively unimportant, the neutral conductor might 
be reduced In size; and, as a matter of fact, It Is made smaller than 
the outside conductors. 

The three-wire system is sometimes Installed where it is desired 
to use the system as a two-wire, 125-volt system, or to have it arranged 
so that It may be used at any time also as a three-wire, 125-250-volt 
system. Of course, in order to do this, It Is necessary to make the 
neutral conductor equal to the combined capacity of the outside con- 
ductors, the latter being then connected together to form one con- 
ductor, the neutral being the return conductor. This system Is not 
recommended except in such Instances, for example, as where an 
isolated plant of 125 volts Is installed, and where there Is a possibility 
of changing over at some future time to the three-wire, 125-250-volt 
system. In such a case as this, however. It would be better, where 
possible, to design the Isolated plant for a three-wire, 125-250-volt 
system originally, and then to make the neutral conductor the same 
size as each of the two outside conductors. 

The weight of copper required in a three-wire system where the 
neutral conductor Is the same size as either of the two outside conduct- 
ors, Is f of that required for a corresponding two-wire system using 
the same voltage of lamps.* It Is obvious that this Is true, because, 

**NoTB. — If, in the two-wire svstem. we represent the weight of each of the two con- 
ductors by i. the weight of each of the outside conductors in a three-wire system would 
be represented bv i; and if we had three conductors of the same size, we would have 
i + i + i = fof the weight of copper required in a three- wire S3rstem, which would be 
required in a corresponding two-wire system having the same percentage of loss and 
lunng the same voltage of lamps. 

If the neutral conductor were made \ of the size of each of the outside conductors, 
Tjn is sometimes done in underground work, the total weight of copper required would be 
i t-ii-i^=Aof that required in the corresponding two- wire system. 
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as the discussion proved concerning the arrangement shown in ilg. 
30, where the lamps were placed in series of pairs, we found that the 
weight of copper for the two conductors was one-quarter the weight 
of the regular two-wire system. It is then of course true, that, if we 
had another conductor of the same size as each of the outside conduct- 
ors, we increase theweight of copper one-half, or one-quarter plus 
one-half of one-quarter — that is, three-eighths. 

In the three-wire system frequently used in isolated plants in 
which the two outside conductors are joined together and the neutral 
conductor made equal to their combined capacity, there is no saving 
of copper, for the reason that the same voltage of transmission is used, 
and, consequently, we have neither reduced the current nor increased 
the potential. Furthermore, though the weight of copper is the same, 
it is now divided into three conductors, instead of two, and naturally 
it costs relatively more to insulate and manufacture three conductors 
than to insulate and manufacture two conductors having the same 
total weight of copper. As a matter of fact, the three-wire system, 
having the neutral conductor equal to the combined capacity of the 
two outside ones, the latter being joined together, is about 8 to 10 
per cent more expensive than the corresponding straight two-wire 
system. 

In interior wiring, as a rule, where the three-wire system is used 
for the mainsr and feeders, the two-wire system is nearly always em- 
ployed for the branch circuits. Of course, the two-wire branch cir- 
cuits are then balanced on each side of the three-wire system, so as to 
obtain as far as possible at all times an equal balance on the two sides 
of the system. This is done so as to have the neutral conductor carry 
as little current as possible. From what has already been said, it is 
obvious that in case there is a perfect balance, the lamps are virtually 
in series of pairs, and the neutral conductor does not carry any current. 
Where there is an unbalanced condition, the neutral conductor carries 
the difference between the current on one side and the current on the 
other side of the system. For example, if we had five lamps on one 
side of the system and ten lamps on the other, the neutral conductor 
would carry the current corresponding to five lamps. 

In calculating the three-wire system, the neutral conductor is 
disregarded, the outer wires being treated as a two-wire circuit, and 
the calculation is for one-half the total number of lamps, the per- 
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centage of loss being based on the potential across the two outside 
conductors. 

The three-wire system is very generally employed in alternating- 
current secondary wiring, as nearly all transformers are built with 
three-wire connections. 

While unbalancing will not affect the total loss in the outside 
conductors, yet it does affect the loss in the lamps, for the reason that 
the system is usually calculated on the basis of a perfect balance, and 
the loss is divided equally between the two lamps (the latter being 
considered in series of pairs). If, however, there is unbalancing to 
a great degree, the loss in lamps will be increased ; and if the entire 
load is thrown over on one side, the loss in the lamps will be doubled 
on the remaining side, because the total loss in voltage will now occur 
in these lamps, whereas, in the case of perfect balance, it would be 
equally divided between the two groups of lamps. 

CALCULATION OF SIZES OF CONDUCTORS 

The formula for calculating the sizes of conductors for direct 
currents, where the length, load, and loss in volts are given, is as foU 
lows: 

The size of conductor (in circular mils) is equal to the current multiplied 
by the distance (one way), multiplied by 21.6, divided by the loss in volts; or, 

CM=£J<^^^L^ (1) 

in which C = Current, in amperes; 

D — Distance or length of the circuit (one way, in feet) ; 

V = Loss in volts between the beginning and end of the circuit. 

The constant (21.6) of this formula is derived from the resistance 
of a mil foot of wire of 98 per cent conductivity at 25° Centigrade or 
77° Fahrenheit. The resistance of a conductor of one mil diam« 
eter and one foot long, is 10.8 at the temperature and conduc- 
tivity named. We multiply this figure (10.8) by 2, as the length of a 
circuit is usually given as the distance one way, and in order to obtain 
the resistance of both conductors in a two-wire circuit, we must 
multiply by 2. The formula as above given, therefore, is for a two- 
wire circuit; and in calculating the size of conductors in a three-wire 
system, the calculation should be made on a two-wire basis, as ex- 
plained hereinafter. 
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Formula 1 can be transformed so as to obtain the loss in a given 
circuit, or the current which may be carried a given distance with a 
stated loss, or to obtain the distance when the other factors are given, 
in the following manner: 

Formula for Calculating Loss in Circuit when Size, Current, and Distance are Qivec 

T/_ C X DX 21.6 ^^v 

CM \^) 

Formula for Calculating Current which may be Carried by a Qiven Circuit of Specified 

* Length, and with a Specified Loss 

CM XV ,^x 

^~ DX 21.6 V^^ 

Formula for Calculating Length of Circuit when Size, Loss, and Current to be Carried 

are Qiven 

_ CM XV , . X 

^~ CX 21.6 V^/ 

Formulae are frequently given for calculating sizes of conductors, 
etc., where the load, instead of being given in amperes, is stated in 
lamps or in horse-power. It is usually advisable, however, to reduce 
the load to amperes, as the efficiency of lamps and motors is a variable 
quantity, and the current varies correspondingly. 

It is sometimes convenient, however, to make the calculation 
in terms of watts. It will readily be seen that we can obtain a formula 
expressed in watts from Formula 1. To do this, it is advisable to 
express the loss in volts in percentage, instead of actual volts lost. It 
must be remembered that, in the above formulae, V represents the 
volts lost in the circuit, or, in other words, the difference in potential 
between the beginning and the end of the circuit, and is not the 
applied E. M. F. The loss in percentage, in any circuit, is equal to 
the actual loss expressed in volts, divided by the line voltage, multiplied 
by 100; or, 

P = ^ X 100. 
From this equation, we have: 

100 
If, for example, the calculation is to be made on a loss of 5 per cent, 
with an applied voltage of 250, using this last equation, we would have: 

^ _ 5X250 ^^^ ., 
V = — T^TTT — = 12.5 volts. 

P E 
Substituting the equation V= -TKrT ^^ Formula 1 , we haver 
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C Af = ^^ ^ ^ ^^'^ 



PE 
100 

C X D X 21.6 X 100 
" PE 

C X D X 2,160 
PE 

This equatioa it should be remembered, is expressed in tenns of 
applied voltage. Now, since the power in watts is equal to the applied 
voltage mvltiplied by the current (W = EC), it follows that 

W 

By substituting this value of C in the equation given above ( C M= 
' — I , the formula is expressed in tenns of watts instead 

of current, thus: 

nn^ W X D X 2,160 /^-v 

in which W = Power in watts transmitted ; 

D = Length of the circuit (one way) — that is, the length of one 

conductor; 
P = Figure representing the percentage loss; 
E*= Applied voltage. 

All the above formulae are for calculations of two-wire circuits. 
In making calculations for three-wire circuits, it is usual to make the 
calculation on the basis of the two outside conductors; and in three 
wire calculations, the above formulae can be used with a slight modifi- 
cation, as will fee shown. 

In a three-wire circuit, it is usually assumed in making the cal- 
culation, that the load is equally balanced on the two sides of the 
neutral conductor; and, as the potential across the outside conductors 
is double that of the corresponding potential across a two-wire circuit, 
it is evident that for the same size of conductor the total loss in volts 
could be doubled without increasing the percentage of loss in lamps. 
Furthennore, as the load on one side of the neutral conductor, when 
the system is balanced, is virtually in series with the load on the 
third side, the current in amperes is usually one-half the sum of the 
current required by all the lamps. If C be still taken as the total 

*NoTE. Remember that V in FormulsB 1 to 4 represents the volts lost, but that 
S in Formula 5 represents the applied voltage. 
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current in amperes (that is, the sum of the current required by all of 
the lamps) in Formula 1, we shall have to divide this current by 2, 
to use the formula for calculating the two outside conductors for a 
three-wire system. Furthermore, we shall have to multiply the 
voltage lost in the lamps by 2, to obtain the voltage lost in the two out- 
side conductors, for the reason that the potential of the outside con* 
ductors is double the potential required by the lamps themselves. 
In other words, Formula 1 will beconie: 

Cxi)X 21.6 



CM 



2 X FX2 
CXDX 21.6 



- 4K (6) . 

in which C = Sum of current required by all of the lamps on both sides of 

the neutral conductor; 
D = Length of circuit — ^that is, of any one of the three conductors; 
V « Loss allowed in the lamps, i. e., one-half the total loss in the 
two outside conductors. 

In the same manner, all of the other formulae may be adapted for 
making calculations for three-wire systems. Of course the calcula- 
tion of a three-wire system could be made as if it were a two-wire 
system, by taking one-half the total number of lamps supplied, at 
one-half the voltage between the outside conductors. 

It is understood, of course, that the size of the conductor in 
Formula 6 is the size of each of the two outs'de ones; but, inasmuch 
as the Rules of the National Electric Code require that for interior 
wiring the neutral conductor shall be at least equal in size to the outside 
conductors, it is not necessary to calculate the size "of the neutral 
conductor. It must be remembered, however, that, in a three-wire 
system where the neutral conductor is made equal in capacity to the 
combined size of the two outside conductors, and where the two 
outside conductors are joined together, we have virtually a two-wire 
system arranged so that it can be converted into a three-wire system 
later. In this case the calculation is exactly the same as in the case 
of the two-wire circuits, except that one of the two conductors is split 
into two smaller wires of the same capacity. This is frequently done 
where isolated plants are installed, and where the generators are wound 
for l25 volts and it may be desired at times to take current from an 
outside three-wire 125-250-volt system. 
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METHOD OF PLANNING A WIRING 

INSTALLATION 

The first step in planning a wiring installation, is to gather all 
the data which will affect either directly or indirectly the system of 
wiring and the manner in which the conductors are to be installed. 
These data will include: Kind of building; construction of building; 
space available for conductors; source and system of electric-current 
supply; and all details which will determine the method of wiring 
io be employed. These last items materially affect the cost of the 
work, and are usually determined by the character of the building 
and by commercial considerations. 

Method of Wiring. In a modem fireproof building, the only 
system of wiring to be recommended is that in which the conductors 
are installed in rigid conduits; although, even in such cases, it may be 
desirable, and economy may be effected thereby, to install the larger 
feeder and main conductors exposed on insulators using weatherproof 
slow-burning wire. This latter method should be used, however, 
only where there is a convenient runway for the conductors, so that 
they will not be crowded and will not cross pipes, ducts, etc.^ and 
also will not have too many bends. Also, the local inspection authori- 
ties should be consulted before using this method. 

For mills, factories, etc., wires exposed on cleats or insulators 
are usually to be recommended, although rigid conduit, flexible con- 
duit, or armored cable may be desirable. 

In finished buildings, and for extensions of existing outlets, 
where the wiring could not readily or conveniently be concealed, 
moulding is generally used, particularly where cleat wiring or other 
exposed methods of wiring would be objectionable. However, as 
has already been said, moulding should not be employed where there 
is any liability to dampness. 

In finished buildings, particularly where they are of frame con- 
struction, flexible steel conduits or armored cable are to be recom- 
mended. 

While in new buildings of frame construction, knob and tube 
wiring are frequently employed, this method should be used only 
where the question of first cost is of prime importance. While armored 
cable will cost approximately 50 to 100 per cent more than knob and 
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tube wiring, the former method is so much more permanent and is 
so much safer that it is strongly recommended. 

Systems of Wiring. The system of wiring — ^that is, whether 
the two-wire or the three-wire system shall be used — is usually deter- 
mined by the source of supply. If the source of supply is an isolated 
plant, with simple two-wire generators, and with little possibility 
of current being taken from the outside at some future time, the 
wiring in the building should be laid out on the two-wire system. If, 
on the other hand, the isolated plant is three-wire (having three-wire 
generators, or two-wire generators with balancer sets); or if the cur- 
rent is taken from an outside source, the wiring in the building should 
be laid out on a three-wire system. 

It very seldom happens that current supply from a central station 
is arranged with other than the three-wire system inside of buildings, 
because, if the outside supply is alternating current, the transformers 
are usually adapted for a three-wire system. For small buildings, 
on the other hand, where there are only a few lights and where there 
would be only one feeder, the two-wire system is used. As a rule, 
however, when the current is taken from an outside source, it is best 
to consult the engineer of the central station supplymg the current, 
and to conform with his wishes. As a matter of fact, this should be 
done in any event, in order to ascertain the proper voltage for the 
lamps and for the motors, and also to ascertain whether the central 
station will supply transformers, meters, and lamps — for, if these 
are not thus supplied, they should be included in the contract for the 

wiring. 

Location of Outlets. It is not within the scope of this treatise 
to discuss the matter of illumination, but it is desirable, at this point, 
to outline briefly the method of procedure. 

A set of plans, including elevation and details, if any, and show- 
ing decorative treatment of the various rooms, should be obtained 
from the Architect. A careful study should then be made by the 
Architect, theX3wner,and the Engineer, or some other person qualified 
to make recommendations as to illumination. The location of the 
outlets will depend: First, upon the decorative treatment of the 
room, which determines the aesthetic and architectural effects; second^, 
upon the type and general form of fixtures to be used, which shouia 
be previously decided on; third, upon the tastes of the owners or 
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occupants in regard to illumination in general, as it is found that 
tastes vary widely in regard to amount and kind of illumination. 

The location of the outlets, and the number of lights required 
at each, having been determined, the outlets should be marked on 
the plans. 

The Architect should then be consulted as to the location of the 
centers of distribution, the available points for the risers or feeders, 
and the available space for*the branch circuit conductors. 

In regard to the rising points for the feeders and mains, the fol- 
lowing precautions should be used in selecting chases: 

1. The space should be amply large to accommodate all the feeders and 
mains likely to rise at that given point. This seems trite and unnecessary, 
but it is the most usual trouble with chases for risers. Formerly architects 
and builders paid little attention to the requirements for chases for electrical 
work; but in these later days of 2-inch and 2J-inch conduit, they realize that 
these pipes are not so invisible and mysterious as the force they seive to dis- 
tribute, particularly when twenty or more such conduits must be stowed away 
in a building where no special provision has been made for them. 

2. If possible, the space should be devoted solely to electric wiring. 
Steam pipes are objectionable on account of their temperature; and these and 
all other pipes are objectionable in the same space occupied by the electrical 
conduits, for if the space proves too small, the electric conduits are the first to 
be crowded out. 

The chase, if possible, should be continuous from the cellar to the roof, 
or as far as needed. This is necessary in order to avoid unnecessary bends or 
•elbows, which are objectionable for many reasons. 

In similar manner, the location of cut-out cabinets or distributing 

centers should fulfil the following requirements: 

1. They should be accessible at all times. 

2. They should be placed sufficiently close together to prevent the cir- 
cuits from being too long. 

3. Do not place them in too prominent a position, as that is objectionable 
from the Architect's point of view. 

4. They should be placed as near as possible to the rising chases, in 
order to shorten the feeders and mains supplying them. 

Having determined the system and method of wiring, the location 
of outlets and distributing centers, the next step is to lay out the branch 
circuits supplying the various outlets. 

Before starting to lay out the branch circuits, a drawing showing 
the floor construction, and showing the space between the top of the 
beams and girders and the flooring, should be obtained from the Archi- 
tect. In f ""^proof buildings of iron or steel construction, it is almost 
the invariable practice, where the work is to be concealed, to run ^he 
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conduits ove\ the beams, under the rough flooring, carrying them 
between the sleepers when running parallel to the sleepers, and notch- 
ing the latter when the conduits run across them (see Fig. 31). In 
wooden frame buildings, the conduits run parallel to the beams and 
to the furring (see Fig. 32); they are also sometimes run below the 
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beams. In the latter case the beams have to be notched, and this is 
allowable only in certain places, usually near the points where the 
beams are supported. The Architect's drawing is therefore necessary 
in order that the location and course of the conduits may be indicated 
on the plans. 

The first consideration in laying out the branch qircuit is the 
number of outlets and number of lights to be wired on any one branch 
circuit. The Rules of the National Electric Code (Rule 21-D) require 
that ''no set of incandescent lamps requiring more than 660 watts, 
whether grouped on one fixture or on several fixtures or pendants, 
will be dependent on one cut-out." While it would be possible to 
have branch circuits supplying more than 660 watts, by placing various 
cut-outs at different points along the route of the branch circuit, so 
as to subdivide it into small sections to comply with the rule, this 
method is not recommended, except in certain cases, for exposed wiring 
in factories or mills. As a rule, the proper method is to have the 
cut-outs located at the center of distribution, and to limit each branch 
circuit to 660 watts, which corresponds to twelve or thirteen 50-watt 
lamps, twelve being the usual limit. Attention is called to the fact 
that the inspectors usually allow 50 watts for each socket connected 
to a branch circuit; and although 8-candle-power lamps may be 
placed at some of the outlets, the inspectors hold that the standard 
lamp is approximately 50 watts, and for that reason th^T? is always 
the likelihood of a lamp of that capacity being used, and their mspec- 
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tion IS based on that assumption. Therefore, to comply with the 
requirements, an allowance of not more than twelve lamps per branch 
circuit should be made. 

In ordinary practice, however, it is best to reduce this number 
still further, so as to make allowance for future extensions or to increase 
the number of lamps that may be placed at any outlet. For this 
reason, it is wise to keep the number of the outlets on a circuit at the 
lowest point consistent with economical wiring. It has been proven 
by actual practice, that the best results are obtained by limiting the 
number to five or six outlets on a branch circuit. Of course, where 
all the outlets have a single light each, it is frequently necessary, for 
reasons of economy, to increase this number to eight, ten, and, in 
some cases, twelve outlets. 

We have already referred to the location of the wires or conduits. 
This question is generally settled by the peculiarities of the construc- 
tion of the building. It is necessary to know this, however, before 
laying out the circuit work, as it frequently determines the course of 
a circuit. 

Now, as to the course of the circuit work, little need be said, 
as it is largely influenced by the relative position of the outlets, cut- 
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outs, switches, etc. Between the cut-out box and the first outlet, and 
between the outlets, it will have to be decided, however, whether 
the circuits shall run at right angles to the walls of the building or 
room, or whether they shall run direct from one point to another, 
irrespective of the angle they make to the sleepers or beams. Of 
course, in the latter case, the advantages are that the cost is some- 
what less and the number of elbows and bends is reduced. If the 



34 ELECTRIC WIRING 

tubes are bent, however, instead of using elbows, the diflPerence in 
cost is usually very slight, and probably does not compensate for the 
disadvantages that would result from running the tubes diagonally. 
As to the number of bends, if branch circuit work is properly laid 
out and installed, and a proper size of tube used, it rarely happens 
that there is any difference in "pulling" the branch circuit wires. 
It may happen, in the event of a very long run or one having a large 
number of bends, that it might, be advisable to adopt a short and 
most direct route. 

Up to this time, the location of the distribution centers has been 
made solely with reference to architectural considerations; but they 
must now be considered in conjunction with the branch circuit work. 

It frequently happens that, after running the branch circuits 
on the plans, we find, in certain cases, that the position of centers of 
distribution may be changed to advantage, or sometimes certain 
groups may be dispensed with entirely and the circuits run to other 
points. We now see the wisdom of ascertaining from the Architect 
where cut-out groups may be located, rather than selecting particular 
points for their location. 

As a rule, wherever possible, it is wise to limit the length of each 
branch circuit to 100 feet; and the number and location of the dis- 
tributing centers should be determined accordingly. 

It may be found that it is sometimes necessary and even desirable 
to increase the limit of length. One instance of this may be found in 
hall or corridor lights in large buildings. It is generally desirable, 
in such cases, to control the hall lights from one point; and, as the 
number of lights at each outlet is generally small, it would not be 
economical to run mains for sub-centeris of distribution. Hence, 
in instances of this character, the length of runs will frequently exceed 
the limit named. In the great majority of cases, however, the best 
results are obtained by limiting the runs to 90 or 100 feet. 

There are several good reasons for placing such a limit on the 
length of a branch circuit. To begin with, assuming that we are going 
to place a limit on the loss in voltage (drop) from the switchboard to 
the lamp, it may be easily proven that up to a certain reasonable 
limit it is more economical to have a larger number of distributing 
centers and shorter branch circuits, than to have fewer centers and 
longer circuits. It is usual, in the better class of work, to limit the 
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loss in voltage in any branch circuit to approximately one volt. As- 
suming this limit (one volt loss), it can readily be calculated that the 
number of lights at one outlet which may be connected on a branch 
circuit 100 feet long (using No. 14 B. & S. wire), is four; or in the 
case of outlets having a single light each, five outlets may be con- 
nected on the circuity the first being 60 feet from the cut-out, the others 
being 10 feet apart. 

These examples are selected simply to show that if the branch 
circuits are much longer than 100 feet, the loss must be increased 
to more than one volt, or else the number of lights that may be con- 
nected to one circuit must be reduced to a very small quantity, pro- 
vided, of course, the size of the wire remains the same. 

Either of these alternatives is objectionable — the first, on the 
score of regulation; and the second, from an economical standpoint. 
If, for instance, the loss in a branch circuit with all the lights turned 
on is four volts (assuming an extreme case), the voltage at which a 
lamp on that circuit bums will vary from four volts, depending on the 
number of lights burning at a time. This, of course, will cause the 
lamp to bum below candle-power when all the lamps are turned on, 
or else to diminish its life by burning above the proper voltage when 
it is the only lamp burning on the circuit. Then, too, if the drop in 
the branch circuits is increased, the sizes of the feeders and the mains 
must be correspondingly increased (if the total loss remauis the same), 
thereby increasing their cost. 

If the number of lights on the circuit is decreased, we do not use 
to good advantage the available carrying capacity of the wire. 

Of course, one solution of the problem would be to increase the 
size of the wire for the branch circuits, thus reducing the drop. This, 
however, would not be desirable, except in certain cases where there 
were a few long circuits> such as for corridor lights or other special 
control circuits. In such instances as these, it would be better to 
increase the sizes of the branch circuit to No. 12 or even No. 10 
B. & S. Gauge conductors, than to increase the number of centers 
3f distribution for the sake of a few circuits only, in order to reduce 
the number of lamps (or loss) within the limit. 

The method of calculating the loss in conductors has been given 
elsewhere; but it must be borne in mind, in calculating the loss of a 
branch circuit supplying more than one outlet, that separate calcu- 
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lations must be made for each portion of the circuit. That is, a 
calculation must be made for the loss to the first outlet, the length in 
this case being the distance from the center of distribution to the first 
outlet, and the load being the total number of lamps supplied by the 
circuit. The next step would be to obtain the loss between the first 
and second outlet, the length being the distance between the two out- 
lets, and the load, in this case, being the total number of lamps sup- 
plied by the circuit, minus the number supplied by the first outlet; 
and so on. The loss for the total circuit would be the sum of these 
losses for the various portions of the circuit. 

Feeders and Mains. If the building is more than one story, an 
elevation should be made showing the height and number of stories. 
On this elevation, the various distributing centers shouU be shown 
diagrammatically; and the current in amperes supplied through 
each center of distribution, should be indicated at each center. The 
next step is to lay out a tentative system of feeders and mains, and to 
ascertain the load in amperes supplied by each feeder and main. 
The estimated length of each feeder and main should then be deter- 
mined, and calculation made for the loss from the switchboard to 
each center of distribution. It may be found that in some cases it 
will be necessary to change the arrangement of feeders or mains, or 
even the centers of distribution, in order to keep the total loss from the 
switchboard to 'the lamps within the limits previously determined. 
As a matter of fact, in important work, it is always best to lay out the 
entire work tentatively in a more or less crude fashion, according to 
the **cut and dried" method, in order to obtain the best results, because 
the entire layout may be modified after the first preliminary layout 
has been made. Of course, as one becomes more experienced and 
skilled in these matters, the final layout is often almost identical with 
the first preliminary arrangement. 

TESTING 

Where possible, two tests of the electric wiring equipment should 
be made, one after the wiring itself is entirely completed, and switches, 
cut-out panels, etc., are connected; and the second one after the 
fixtures have all been installed. The reason for this is that if a ground 
or short circuit is discovered before the fixtures are installed, it is 
more easily remedied; and secondly, because there is no division of 
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the responsibility, as there might be if the first test were made only 
after the fixtures were installed. If the test shows no grounds or 
short circuits before the fixtures are installed, and one does develop 
after they are installed, the trouble, of course, is that the short circuit 
or ground is one or more of the fixtures. As a matter of fact, it is a 
wise plan always to make a separate test of each fixture after it is 
delivered at the building and before it is installed. 

While a magneto is largely used for the purpose of testing, it is 
at best a crude and unreliable method. In the first place, it does 
not give an indication, even approximately, of the total insulation 
resistance, but merely indicates whether there is a ground or short 
circuit, or not. In some instances, moreover, a magneto test has 
led to serious errors, for reasons that will be explained. If, as is 
nearly always the case, the magneto is an alternating-current instru- 
ment, it may sometimes happen — ^particularly in long cables, and 
especially where there is a lead sheathing on the cable — that the 
magneto will ring, indicating to the uninitiated that there is a ground 
or short circuit on the cable. This may be, and usually is, far from 
being the case; and the cause of the ringing of the magneto is not a 
ground or short circuit, but is due to the capacity of the cable, which- 
acts as a condenser under certain conditions, since the magneto produc- 
ing an alternating current repeatedly charges and discharges the cable 
in opposite directions, this changing of the current causing the magneto 
to ring. Of course, this defect in a magneto could be remedied by 
using a commutator and changing it to a direct-current machine; 
but as the method is faulty in itself, it is hardly worth while to do this. 

A portable galvanometer with a resistance box and Wheatstone 
bridge, is sometimes employed; but this method is objectionable 
because it requires a special instrument which cannot be used for 
many other purposes. Furthermore, it requires more skill and time" 
to use than the voltmeter method, which will now be described. 

The advantage of the voltmeter method is that it requires merely 
a direct-current voltmeter, which can be used for many other purposes, 
and which all engineers or contractors should possess, together with 
a box of cells having a potential of preferably over 30 volts. The volt- 
meter should have a scale of not over 150 volts, for the reason that if 
the scale on which the battery is used covers too wide a range (say 
1,000 volts) the readings might be so small as to make the test inac- 
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curate. A good arrangement would be to have a voltmeter Having 
two scales — say, one of 60 and one of 600 — ^which would make the 
voltmeter available for all practical potentials that are likely to be 
used inside of a building. If desired, a voltmeter could be obtained 
with three connections having three scales, the lowest scale of which 
would be used for testing insulation resistances. 

Before starting a test, all of the fuses should be inserted and 
switches turned on, so that the complete test of the entire installation 
can be made. When this has been done, the voltmeter and battery 
should be connected, so as to obtain on the lowest scale of the volt- 
meter the electromotive force of 'the entire group of cells. This 
connection is shown in Fig. 33. Immediately after this has been done, 

the insulation resistance to be tested 
is placed in circuit, whether the 
insulation to be tested is a switch- 
board, slate panel-board, or the 
entire wiring installation; and the 
connections are made as shown in 
Fig. 34. A reading should then 
again be taken of the voltmeter; 
and the leakage is in proportion 
to the difference between the first 
and second readings of the volt- 
meter. The explanation given below 
will show how this resistance may be calculated : It is evident that 
the resistance in the first case was merely the resistance of the volt- 
meter and the internal resistance of the battery. As a rulo, the internal 
resistance of the battery is so small in companson with the resistance 
of the voltmeter and the external resistance, that it may be entirely 
neglected, and this will be done in the following calculation. In the 
second case, however, the total resistance in circuits is the resistance 
of the voltmeter and the battery, plus the entire insulation resistance 
on all the wires, etc., connected in circuit. 

, To put this in mathematical form, the voltage of the cells may 
be indicated by the letter E; and the reading of the voltmeter when 
the insulation resistance is connected by the circuit, by the letter E\ 
Let R represent the resistance of the voltmeter and Rx represent the 
insulation resistance of the installation which we wash to measure. 
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It is a fact which the reader undoubtedly knows, that the E. M. F. as 
indicated by the voltmeter in Fig. 34 is inversely proportional to the 
resistance: that is, the greater the resistance, the lower will be the 
reading on the voltmeter, as this reading indicates the leakage or cur- 
rent passing through the resistance. Putting this in the shape of a 
formula, we have from the theory of proportion: 

E :E' ::R + Rz :R; 

or, 

E'R + E' Rx^E R. 

Transposing, 

E'Rx^ER-E' R'^R (E-E\ 

and 

R{E- E') 



Rx = 



E' 



Or, expressed in words, the insulation resistance is equal to the resist- 
ance of the volt- 
meter mvUiflied by 
the difference be- 
tween the first read- 
ing (or the voltage 
in the cells) and 
the second reading 
(or the reading of 
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the voltmeter with p^g g^ instaation Resistance Placed in CirctUt. Ready : 

the insulation re- '^'^'^«' 

sistance in series with the voltmeter), divided by this last reading of 

the voltmeter. 

Example. Assume a resistance of a voltmeter (R) of 20,000 ohms, 
and a voltage of the cells (E) of 30 volts; and suppose that the insula- 
tion resistance test of a wiring installation, including switchboard, 
feeders, branch circuits, panel-boards, etc., is to be made, the insula- 
tion resistance being represented by the letter iZ, • By substituting 

in the formula 

RiE- E') 



Rx = 



E' 



and assuming that the reading of the voltmeter with the insulation 

resistance connected is 5, we have: 

20,000 X (30-5) 



R - 



100,000 ohms. 



If the test shows an excessive amount of leakage, or a ground or 
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short circuit, the location of the trouble may be determined by the 
process of elimination — ^that is, by cutting out the various feeders 
until the ground or leakage disappears, and, when the feeder on which 
the trouble exists has been located, by following the same process 
with the branch circuits. 

Of course, the larger the installation and the longer and more 
numerous the circuits, the greater the leakage will be; and the lower 
will be the insulation resistance, as there is a greater surface exposed 
for leakage. The Rules of the National Electric Code give a sliding 
scale for the requirements as to insulation resistance, depending upon 
the amount of current carried by the various feeders, branch circuits, 
etc. The rule of the National Electric Code (No. 66) covering this 
point, is as follows: 

"The wiring in any building must test free from grounds; i. e., the com- 
plete installation must have an insulation between conductors and between 
all conductors and the ground (not including attachments, sockets, recepta- 
cles, etc.) not less than that given in the following table: 

Up to 5 amperes 4,000,000 ohms 

10 " 2,000,000 " 

25 " 800,000 " 

50 " 400,000 " 

" 100 " 200,000 " 

" 200 " 100,000 " 

400 " 50,000 " 

" 800 " 25,000 " 

" 1,600 " 12,500 " 

'The test must be made with all cut-outs and safety devices in place. If 
the lamp sockets, receptacles, electroliers, etc., are also connected, only one- 
half of the resistances specified in the table will be required." 

ALTERNATING-CURRENT CIRCUITS 

It is not within the province of this chapter to treat the various 
alternating-current phenomena, but simply to outline the modifications 
which should be made in designing and calculating electric light 
wiring, in order to make proper allowance for these phenomena. 

The most marked difference between alternating and direct cur- 
rent, so far as wiring is concerned, is the effect produced by self- 
induction, which is characteristic of all alternating-current circuits. 
This self-induction varies greatly with conditions depending upon 
the arrangement of the circuit, the medium surrounding the circuit, 
the devices or apparatus supplied by or connected in the circuit, etc^ 
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For example, if a coil having a resistance of 100 ohms is included in 
the circuit, a current of one ampere can be passed through the coil 
with an electric pressure of 100 volts, if direct current is used ; while 
it might require a potential of several hundred volts to pass a current 
of one ampere if altematingKiurrent were used, depending upon the 
number of turns in the coil, whether it is wound on iron or some other 
non-magnetic material, etc. 

It will be seen from this example, that greater allowance should 
be made for self-induction in laying out and calculating alternating- 
current wiring, if the conditions are such that the self-induction will 
be appreciable. 

On account of self-induction, the two wires of an alternating- 
current circuit must never be installed in separate iron or steel con- 
duits, for the reason that such a circuit would be virtually a choke coil 
consisting of a single turn of wire wound on an iron core, and the self- 
induction would not only reduce the current passing through the cir- 
cuit, but also might produce heating of the iron pipe. It is for this 
reason that the National Electric Code requires conductors constitut- 
ing a given circuit to be placed in the same conduit, if that conduit 
is iron or steel, whenever the said circuit is intended to carry, or is 
liable to carry at some futuro time, an r.ltemating current. This does 
not mean, in the case of a two-phase circuit, that all four conductors 
need be placed in the same conduit, but that the two conductors of a 
given phase must be placed in the same conduit. If, however, the 
three-wire system be used for a two-phase system, all three conductors 
should be placed in the same conduit, as should also be the case in a 
three-wire three-phase system. Of course, in a single-phase two- or 
three-wire system, the conductors should all be placed in the same 
conduit. 

In calculating circuits carrying alternating current, no allowance 
usually should bf made for self-induction when the conductors of the 
same circuit are placed close together in an iron conduit. When, 
however, the conductors are run exposed, or are separated from each 
other, calculation should be made to determine if the effects of self- 
induction are great enough to cause an appreciable inductive drop. 
There are several methods of calculating this drop due to self-induc- 
tion — one by formula, and one by means of chart and tabk which will 
bf! described. 
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Skin Effect. Skin effect in alternating-current circuits is caused 
by an incorrect distribution of the current in the wire, the current 
tending to flow through the outer portion of the wire, it being a well- 
known fact that in alternating currents, the current density decreases 
toward the center of the conductor, and that in large wires, the current 
density at the center of the conductor is relatively quite small. 

The skin effect increases in proportion to the square of the diam- 
eter, and also in direct ratio to the frequency of the altei^iating current. 

For conductors of No. 0000 B. & S. Gauge, and smaller, and for 
frequencies of 60 cycles per second, or less, the skin effect is negligible 
and is less than one-half of one per cent. 

For very large cables and for frequencies above 60 cycles per 
second, the skin effect may be appreciable; and in certain cases, allow- 
ance for it should be made in making the calculation. In ordinary 
practice, however, it may be neglected. Table IX, taken from Alter' 
naiing-Current Wiring and DistribiUion, by W. R. Emmet, gives the 
data necessary for calculating the skin effect. The figures given in 
the first and third columns are obtained by multiplying the size of the 
conductor (in circular mils) by the frequency (number of cycles per 
second); and the figures in the second and fourth columns show the 
factor to be used in multiplying the ohmic resistance, in order to 
obtain the combined resistance and skin effect. 

TABLE IX 
Data for Calculatins: Skin Effect 



Product of Circular 


Factor 


Product of Circular 


Factor 


Mils X Cycles per Sec. 


Mils X Cycles per Sec. 


10,000,000 


1.00 


70,000,000 


1.13 


20,000,000 


1.01 


80,000,000 


1.17 


30,000,000 


1.03 


90,000,000 


1.20 


40,000,000 


1.05 


100,000,000 


1.25 


50,000,000 


1.08 


125,000,000 


1.34 


60,000,000 


1.10 


150,000,000 


1.43 



The factors given in this table, multiplied by the resistance to direct cur- 
rents, will give the resistance to alternating currents for copper conductors of 
circular cross-section. 

Mutual Induction. When two or more circuits are run in the 
sapie vicinity, there is a possibiUty of one circuit inducing an electro- 
motive force in the conductors of an adjoining circuit. This effect 
may result in raising or lowering the E. M. F. in the circuit in which a 
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mutual induction takes place. The amount of this induced E. M. F. 
set up in one circuit by a parallel current, is dependent upon the cur- 
rent, the frequency, the lengths of the circuits running parallel to each 
other, and the relative positions of the conductors constituting the 
said circuits. 

Under ordinary conditions, and except for long circuits carrying 
high potentials, the effect of mutual induction is so slight as to be 
negligible, unless the conductors are improperly arranged. In order 
to prevent mutual induction, the conductors constituting a given 
circuit should be grouped together. Figs. 35 to 39, inclusive, show 

f^OOO ATt. .035 Volts. 

O O 7200 Alt. .016 Volts. 

Fig. 35. 

O O • # '^^^° '^l^- '015 Volts. 

7^200 Alt. .ooesVolts. 

Fig. 36. 




o o 



Fig. 37. 



o o 



I^OO Alt. .070 Volts. 

?200 Alt. .032 Volts. 

1^000 Alt. .006 Volts. 

7200 Alt. .0027Volt5. 



Fig. 88. 



ife lepoo Alt. 



Fig. 39. 



.112 Volts. 

•jaoo Alt .oso Volts, 



Various Groupings of Conductors in Two Two- Wire Circuits, Giving Various 

Effects of Induction. 

five arrangements of two two-wire circuits; and show how relatively 
small the effect of first induction is when the conductors are properly 
arranged, as in Fig. 38, and how relatively large it may be when im- 
properly arranged, as in Fig. 39. These diagrams are taken from 
a publication of Mr. Charles F. Scott, entitled Polyphase Trans- 
mission, issued by the Westinghouse Electric & Manufacturing 
Company. 

Line Capacity. The effect of capacity is usually negligible, 
except in long transmission lines where high potentials are used; no 
calculations or allowance need be made for capacity, for ordinary 
circuits. 
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Calculation of Alternating-Current Circuits. In the instruction 
paper on "Power Stations and Transmission," a method is given for 
calculating alternating-current lines by means of formute, and data are 
given regarding power factor and the calculation of both single-phase 
and polyphase circuits. For short lines, secon^Iary wiring, etc., how- 
ever, it is probably more convenient to use the chart method devised 
by Mr. Ralph D. Mershon, described in the ArrLvican Electrician of 
June, 1897, and partially reproduced as follows: 

DROP IN ALTERNATINQ-CURRENT LINES 

When alternating currents first came into use, when transmission 
distances were short and the only loads carried were lamps, the ques- 
tion of drop or loss of voltage in the transmitting line was a simple one, 
and the same methods as for direct current could without serious 
error be employed in dealing with it. The conditions existing in 
alternating practice to-day — longer distances, polyphase circuits, 
and loads made up partly or wholly of induction motors — ^render 
this question less simple; and direct-current methods applied to it 
do not lead to satisfactory results. Any treatment of this or of 
any engineering subject, if it is to benefit the majority of engineers, 
must not involve groping through long equations or complex diagrams 
in search of practical results. The results, if any, must be in avail- 
able and convenient form. In what follows, the endeavor has b^en 
made to so treat the subject of drop in alternating-current lines that 
if the reader be grounded in the theory the brief space devoted to 
it will suflBce; but if he do not comprehend or care to follow the 
simple theory involved, he may nevertheless turn the results to his 
practical advantage. 

Calculation of Drop. Most of the matter heretofore published 
on the subject of drop treats only of the inter-relation of the E. M. F.'s 
involved, and, so far as the writer knows, there have not appeared 
in convenient form the data necessary for accurately calculating this 
quantity. Table X (page 47) and the chart (page 46) include, in a 
form suitable for the engineer's pocketbook, everything necessary 
for calculating the drop of alternating-current lines. 

The cnart is simply an extension of the vector diagram (Kg. 40), 
givmg the relations of the E. M. F.'s of Ime, load and generatoi^ Iq 



ELECTRIC WIRING 



45 



Fig. 40, E is the generator E. M. F. ; e; the E. M. F. impressed upon 
the load; c, that component of E which overcomes the back E. M. F. 
due to the impedance of the line. The component c is made up of two 
components at right angles to each other. One is a, the component 
overcoming the IB or back E. M. F. due to resistance of the line. 
The other is 6, the component overcoming the reactance E. M. F. or 
back E. M. F. due to the alternating field set up around the wire by 
the current in the wire. The drop is the difference between E and 
e. It is d, the radial distance between two circular arcs, one of which 
is drawn with a radius e, and the other with a radius E, 

The chart is made by striking a succession of circular arcs with 
as a center. 
The radius of the 
smallest circle cor- 
responds to By the 
E. M. F. of the 
load, which is taken 
as 100 per cent. 
The radii of the suc- 
ceeding circles in- 
crease by 1 per cent 
of that of the small- 
est circle; and, as 
the radius of the 
last or largest cir- 
cle is 140 per cent 
of that of the smallest, the chart answers for drops up to 40 per cent of 
the E. M. F. delivered. 

The terms resistance voUs, resistance E. M. F., reactance volts, 
and reactance E, M. F., refer, of course, to the voltages for overcom- 
ing the back E. M. F.'s due to resistance and reactance respectively. 
The figures given in the table under the heading "Resistance-Volts 
for One Ampere, etc." are simply the resistances of 2,000 feet of the 
various sizes of wire. The values given under the heading "React- 
ance-Volts, etCo" are, a part of them, calculated from tables published 
some time ago by Messrs. Houston and Kennelly. The remainder 
were obtained by using Maxwell's formula. 

The explanation given in the table accompanying the chart 
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Fig. 40. Vector Diagram. 
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TABLE X 
Data for Calculating Drop In Alternating- Cur rent Lines 

To be used in conjunction with Clmrt ott opposite page. 



E. M. F. horlzonlnlly am 






upward 
;Unce-E. M. P. TSe circle on which the last point falls glvea tbe 
— — p dellvared at the end of the line. Every tench circle 
drop '-o which it correepondB. 



1 


2S 

1 




Throughout the table the lower flgnres in the sqiinres give 
values for onh kilb of line, corresponding to thoae ot the 
upper Qgures lor l.DOO teet ot line- 
Upper flgnres are Reactahce-Voltb in 1,000 ft. or Line (= 

Minute {eo Cycles per Seconfl) for the distance given between 
Centers of Conductors. 


«" 


r 


S" 


r 


6" 


9" 


>r 


18" 


24" 


3.' 


86" 


0000 


3,876 


.098 


.046 


.079 


.111 


.130 


.161 


.180 


.193 

1.0! 


.212 


.225 


.235 


.244 

1.39 


000 


507 

2,677 


.124 

.«S3 


.062 


.085 

.MB 


.116 
.(lis 


.136 

.713 


.187 


.185 


.199 


.217 


.230 
1.22 


.241 

1,27 


.249 

1.82 


00 


402 


.156 

.824 


.057 


.000 

.415 


.121 

.689 


.140 

.789 


.172 

,908 


.190 

1.00 


.204 
1,08 


'l.I7 


.236 


.246 

1.30 


.264 





819 

l.<85 


.197 

l.M 


.063 
,33S 


.095 


.127 

.STl 


.145 

.T«6 


.177 

.985 


.196 

1.04 


.209 

1.10 


1,20 


.241 

1.27 


.251 

1.33 


.269 


1 


263 


.248 

l.Sl 


.068 


.101 


.132 


.151 


.183 

.tee 


.201 

1,06 


.214 

1.18 


'l.28 


.246 
1.80 


,256 

1.35 


.265 


2 


201 

i.OM 


.313 
i.e& 


.074 

.3SI 


.106 


.138 


.156 

.834 


.138 


.206 
1.09 


.220 


.238 


.252 


.262 

1.38 


.270 

1.48 


3 


159 


,394 

a.os 


.079 


.112 


.143 


.162 

.8se 


.198 

1.03 


.212 


.225 


.244 
1.29 


.267 


.267 


.275 


4 


126 

see 


.497 

E.es 


.085 


.117 


.149 


.167 

.882 


.199 


.217 


.2.10 


.249 

1,33 


,262 
1.38 


.272 


.281 


5 


100 

028 


.627 

S.Sl 


.090 


.121 

.039 


.154 


.172 
.908 


.204 


.223 


.236 

1.26 


.254 


.268 


.£78 


.286 


6 


79 


.791 


.095 


.127 


.158 


.178 

.MO 


.209 


S 


.241 


.260 


.272 


,283 
1,49 


,201 
1 54 


7 


63 

S33 


.997 


.101 

.683 


.132 


.164 
see 


.183 


.214 


.233 


,246 


,265 
1.40 


.278 


.288 


.296 

1,56 


S 


50 


1.260 


.106 


.138 


.16B 

.SB3 


.186 
.W9 


.220 


.238 


,262 


.270 

1.43 


.284 


,293 


.302 
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(Table X) is thought to be a suflBcient guide to its use, but a few 

examples may be of value. 

Problem. Power to be delivered, 250 K. W. ; E. M. F. to be delivered, 
2,000 volts; distance of transmission, 10,000 feet; size of wire, No. 0; distance 
between wires, 18 inches; power factor of load, .8; frequency, 7,200 alterna- 
tions per minute. Find the line loss and drop. 

Remembering that the power factor is that fraction bj which 
the apparent power of volt-amperes must be multiplied to give the 
true power, the apparent power to be delivered is 

—^ — '- =312.5 apparent K.W. 

.o 

The current, therefore, at 2,000 volts will be 

312,500 ,_ ^- 
^' = 1 56 . 25 amperes. 
2,000 ^ 

From the table of reactances under the heading "18 inches," and 

corresponding to No. wire, is obtained the constant .228. Bearing 

the instructions of the table in mind, the reactance-volts of this line 

are, 156.25 (amperes) X 10 (thousands of feet) X .228=356.3 volts, 

which is 17.8 per cent of the 2,000 volts to be delivered. 

From the column headed "Resistance-Volts" and corresponding 
to No. wire, is obtained the constant .197. The resistance-volts 
of the line are, therefore, 156.25 (amperes) X 10 (thousands of feet) 
X .197=307.8 volts, which is 15.4 per cent of the 2,000 volts to be 
delivered. 

Starting, in accordance with the instructions of the table, from 
the point where the vertical line (which at the bottom of the chart 
is marked "Load Power Factor" .8) intersects the inner or smallest 
circle, lay off horizontally and to the right the resistance-E. M. F. in 
per cent (15 .4) ; and from the paint thus obtained, lay off vertically the 
reactance-E. M. F. in per cent (17.8). The last point falls at about 
23 per cent, as given by the circular arcs. This, then, is the drop, in 
per cent, of the E. M. F. delivered. The drop, in per cent, of the generor 
tor E. M. F. is, of course, 

-— — — —L =18.7 per cent. 
100+23 ^ 

The percentage loss of power in the line has not, as with direct 
current, the same value as the percentage drop. This is due to the 
fact that the line has reactance, and also that the apparent power 
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delivered to the load is not identical with the true power — ^that is, 
the load power factor is less than unity. The loss must be obtained 
by calculating P R for the line, or, what amounts to the same thing, 
by multiplying the resistance-volts by the current. 

I The resistance-volts in this case are 307.8, and the current 

156.25 amperes. The loss h 307.8 X 156.25=48.1 K. W. The 

j percentage loss is 

i 48.1 ,^, 

— — 7— -r = 16.1 per cent. 

250+48.1 ^ 

I Therefore, for the problem taken, the drop is 18.7 per cent, and the 

loss is 16 . 1 per cent. If the problem be to find the size wire for a given 

drop, it must be solved by trial. Assume a size of wire and calculate 

the drop; the result in connection with the table will show the direction 

and extent of the change necessary in the size of wire to give the 

required drop. 

The effect of the line reactance in increasing the drop should be 

noted. If there were no reactance, the drop in the above, example 

would be given by the point obtained in laying off on the chart the 

resistance-E. M. F. (15.4) only. This point falls at 12.4 per cent, 

and the drop in terms of the generator E. M. F. would be 

r— — ^ =11 per cent, instead of 18 . 7 per cent. 
112.4 ^ ^ 

Anything therefore which will reduce reactance is desirable. 

Reactance can be reduced in two ways. One of these is to 
diminish the distance between wires. The extent to which this can 
be carried is limited, in the case of a pole line, to the least distance at 
which the wires are safe from swinging together in the middle of the 
span; in inside wiring, by the danger from fire. The other way of 
reducing reactance is to split the copper up into a greater number of 
circuits, and arrange these circuits so that there is no inductive inter- 
action. For instance, suppose that in the example worked out above, 
two No. 3 wires were used instead of one No. wire. The resistance- 
volts would be practically the same, but the reactance-volts would be 

244 
less in the ratio ^ X —^ = .535, since each circuit would bear half the 

current the No. circuit does, and the constant for No. 3 wire is .244, 
instead of . 228 — ^that for No. 0. The effect of subdividing the copper 
is also shown if in the example given it is desired to reduce the drop 
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to, say, one-half. Increasing the copper from No. to No. 0000 will 
not produce the required result, for, although the resistance-volts will 
be reduced one-half, the reactance-volts will be reduced only in the 
ratio .212^ If, however, two inductively independent circuits of No. 

.228* 
wire be used, the resistance- and reactance-volts will both be reduced 
one-half, and the drop will therefore be diminished the required 
amount. 

The component of drop due to reactance is best diminished by sub- 
dividing the copper or by bringing the conductors closer together. It 
is little affected by change in size of conductors. 

An idea of the manner in which changes of power factor affect 

drop is best gotten by an example. Assume distance of transmission, 

distance between conductors E. M. F., and frequency, the same as in 

the previous example. Assume the apparent power delivered the 

same as before, and let it be constant, but let the power factor be given 

several different values; the true power will therefore be a variable 

depending upon the value of the power factor. Let the size of wire 

be No. 0000. As the apparent power, and hence the current, is the 

same as before, and the line resistance is one-half, the resistance- 

E. M. F. will in this case be 

15 4 

— ^, or 7 . 7 per cent of the E. M. F. delivered. 

Also, the reactance-E. M. F. will be 

.212X17.8 ,. . . 

— — = 16.5 percent. 

.228 ^ 

Combining these on the chart for a power factor of .4, and deducing 

the drop, in per cent, of the generator E. M. F., the value obtained is 

15.3 per cent; with a power factor of .8, the drop is 14 per cent; 

with a power factor of unity, it is 8 per cenl. If in this example the 

true power, instead of the apparent power, had been taken as constant, 

it is evident that the values of drop would have differed more widely, 

since the current, and hence the resistance- and reactance-volts, 

would have increased as the power factor diminished. The condition 

taken more nearly represents that of practice. 

If the line had resistance and no reactance, the several values 

of drop, instead of 15.3, 14, and 8, would be 3.2, 5.7, and 7.2 per 

cent respe^^tively, showing that for a load of lamps the drop will not 
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be much increased by reactance; but that with a load, such as indue 
tion motors, whose power factor is less than unity, care should bQ 
taken to keep the reactance as low as practicable. In all cases it is 
advisable to place conductors as close together as good practice will 
permit. 

When there is a transformer in circuit, and it is desired to obtain 
the combined drop of transformer and line, it is necessary to know 
the resistance- and reactance-volts of the transformer. The resist- 
ance-volts of the combination of line and transfonner are the sum of 
the resistance-volts of the line and the resistance-volts of the trans- 
fonner. Similarly, the reactance-volts of the line and transformer 
are the sum of their respective reactance-volts. The resistance- and 
reactance-E. M. F.s of transformers may usually be obtained from 
the makers, and are ordinarily given in per cent.* These per- 
centages express the values of the resistance- and reactance-E. M. F.'s 
when the transformer delivers its normsl full-load current; and they 
express these values in terms of the normal no-load E. M. F. of the 
transformer. 

Consider a transformer built for transformation between 1,000 
and 100 volts. Suppose the resistance- and reactance-E. M. F.'s given 
are 2 per cent and 7 per cent respectively. Then the corresponding 
voltages when the transformer delivers full-load current, are 2 and 7 
volts or 20 and 70 volts according as the line whose drop is required 
is connected to the low-voltage or high-voltage terminals. These 
values, 2 — 7 and 20 — 70, hold, no matter at what voltage the trans- 



* When the required values cannot be obtained from the makers, they may be 
measured. Measure the resistance of both coils. If the line to be calculated is attached 
to the high-voltage terminals of the transformer, the equivalent resistance is that of the 
high- voltage coil, plus the resistance obtained by increasing in the square of the ratio of 
transformation the measured resistance of the low- voltage coil That is, if the ratio of 
transformation is 10, the equivalent resistance referred to the high- voltage circuit is 
the resistance of the high- voltage coil, plus 100 times that of the low- voltage coil. This 
equivalent resistance multiplied by the high-voltage cxirrent gives the transformer 
resistance-volts referred to the high-voltage circuit. Similarly, the equivalent resist- 
ance referred to the low- voltage circuit is the resistance of the low- voltage coil, plus that 
of the high-voltage coil reduced in the square of the ratio of transformation. It follows, 
of course, from this, that the values of the resistance- volts referred to the two circuits 
bear to each other the ratio of transformation. To obtain the reactance- volts, short- 
circuit one coil of the transformer and measure the voltage necessary to force through 
the other coil its normal current at normal frequency. The result is. nearly enough, 
the reactance- volts. It makes no difference which coil is short-circuited, as the results 
obtained in one case will bear to those in the other the ratio of transformation. If a 
close value is desired, subtract from the square of the voltage reading the square of the 
rMi«(anc«-volt8. and take the square root of the difference as tlie react^i;ic&^ volts. 
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former is operated, since they depend only upon the strength of cur- 
rent, providing it is of the normal frequency. If any other than the 
full-load current is drawn from the transformer, the reactance- and 
resistance-volts will be such a proportion of the values given above 
as the current flowing is of the full-load current. It may be noted, in 
passing, that when the resistance- and reactance-volts of a trans- 
former are known, its regulation may be determined by making use 
of the chart in the same way as for a line having resistance and 
reactance. 

As an illustration of the method of calculating the drop in a 
line and transformer, and also of the use of table and chart in calculat- 
ing low-voltage mains, the following example is given : 

Problem, A single-phase induction motor is to be supplied with 20 am- 
peres at 200 volts; alternations, 7,200 per minute; power factor, .78. The 
distance from transformer to motor is 150 feet, and the line is No. 5 wire, 6 
inches between centers of conductors. The transformer reduces in the ratio 

2 000 

■ ' , has a capacity of 25 amperes at 200 volts, and, when delivering this 

current and voltage, its resIstance-E. M. F. is 2.5 per cent, its reactance- 
E. M. F. 5 per cent. Find the drop. 

The reactance of 1,000 feet of circuit consisting of two No. 5 
wires,. 6 inches apart, is .204. The reactance-volts therefore are 

.204 X r^ X 20 = .61 volts. 
1 ,uuu 

The resistance-volts are 

•627 X r^ X 20 = 1.88 volts. 
1 ,U(JU > 

At 25 amperes, the resistance-volts of the transformer are 2.5 per 

20 
cent of 200, or 5 volts. At 20 amperes, they are '— - of this, or 4 volts. 

25 

Similarly, the transformer reactance-volts at 25 amperes are 10, 

and at 20 amperes are 8 volts. The combined reactance-volts of 

transformer and line are 8 + .61 = 8.61, which is 4.3 per cent of 

the 200 volts to be delivered. The combined resistance-volts are 1.88 

+4, or 5.88, which is 2.94 per cent of the E. M. F. to be delivered. 

Combining these quantities on the chart with a power factor of .78, 

the drop is 5 per cent of the delivered E. M, P., 

or — - = 4.8 per cent 
of the impressed E. M. F. The transformer must be supplied with 
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^ = 2,100 volts, 

in order that 200 volts shall be delivered to the motor. 

Table X (page 47) is made out for 7,200 alternations, but will 

answer for any other number if the values for reactance be changed 

in direct proportion to the change in alternations. For instance, 

16 000 
for 16,000 alternations, multiply the reactances given by ^ ■ 

7,200 
For other distances between centers of conductors, interpolate the 
values given in the table. As the reactance values for different sizes 
of wire change by a constant amount, the table can, if desired, be 
readily extended for larger or smaller conductors. 

The table is based on the assumption of sine currents and 
E. M. F.'s. The best practice of to-day produces machines which 
so closely approximate this condition that results obtained by the 
above methods are well within the limits of practical requirements. 

Polyphase Circuits. So far, single-phase circuits only have 
been dealt with. A simple extension of the methods given above 
adapts them to the calculation of polyphase circuits. A four-wire 
quarter-phase (two-phase) transmission may, so far as loss and regula- 
tion are concerned, be replaced by two single-phase circuits identical 
(as to size of wire, distance between wires, current, and E. M. F.) 
with the two circuits of the quarter-phase transmission, provided that 
in both cases there is no inductive interaction between circuits. There- 
fore, to calculate a four-wire, quarter-phase transmission, compute 
the single-phase circuit required to transmit. one-half the power at 
the same voltage. The quarter-phase transmission will require two 
such circuits. 

A three-wire, three-phase transmission, of which the conductors 
are synmietrically related, may, so far as loss and regulation are 
concerned, be replaced by two single-phase circuits having no in- 
ductive interaction, and identical with the three-phase line as to 
size, wire, and distance between wires. Therefore, to calculate a 
three-phase transmission, calculate a single-phase circuit to carry 
one-half the load at the same voltage. The three-phase transmis- 
sion will require three wires of the size and distance between centers 
as obtained for the single-phase. 

ri three-wire, two-phase transmission may be calculated 
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exactly as regards loss, and approximately as regards drop, In the 
same way as for three-phase. It is possible to exactly calculate 
the drop, but this involves a more complicated method than the 
approximate one. The error by this approximate method is gen- 
erally small. It is possible, also, to get a somewhat less drop and 
loss with the same copper by proportioning the cross-section of 
the middle and outside wires of a three-wire, quarter-phase circuit 
to the currents they carry, instead of using three wires of the same 
size. The advantage, of course, is not great, and it will not be con- 
sidered here. 

WIRING AN OFFICE BUILDING 

The building selected as a typical sample of a wiring installation 
is that of an oflBce building located in Washington, D. C. The figures 
shown are reproductions of the plans actually used in installing the 
work. 

The building consists of a basement and ten stories. It is of 
fireproof construction, having steel beams with terra-cotta flat arches. 
The main walls are of brick and the partition walls of terra-cotta 
blocks, finished with plaster. There is a space of approximately five 
inches between the top of the iron beams and the top of the finished 
floor, of which space about three inches was available for running 
the electric conduits. The flooring is of wood in the offices, but of 
concrete, mosaic, or tile in the basement, halls, toilet-rooms, 
etc. 

The electric current supply is derived from the mains of the local 
illuminating company, the mains being brought into the front of the 
building and extending to a switchboard located near the center of the 
basement. 

As the building is a very substantial fireproof structure, the only 
method of wiring considered was that in which the circuits would be 
installed in iron conduits. 

Electric Current Supply. The electric current supply is direct 
ttirrfent, two-wire for power, and three-wire for lighting, having a 
potential of 236 volts between the outside conductors, and 118 voltfc 
'between the neutral and either outside conductor. 
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Switchboard. On the switchboard in the basement are mounted 
wattmeters, provided by the local electric company, and the various 
switches required for the control and operation of the lighting and 
power feeders. There are a total of ten triple-pole switches for light- 
ing, and eighteen for power. An indicating voltmeter and ampere 
meter are also placed in the switchboard. A voltmeter is provided 
with a double-throw switch, and so arranged as to measure the poten- 
tial across the two outside conductors, or between the neutral con- 
ductor and either of the outside conductors. The ampere meter is 
arranged with two shunts, one being placed in each outside leg; the 
shunts are connected with a double-pole, double-throw switch, so 
that the ampere meter can be connected to either shunt and thus 
measure the current supplied on each side of the system. 

Character of Load. The building is occupied partly as a news- 
paper oflBce, and there are several large presses in addition to the usual 
linotype machines, trinmiers, shavers, cutters, saws, etc. There are 
also electrically-driven exhaust fans, house pumps, air-compressors, 
etc. The upper portion of the building is almost entirely devoted 
to oflBces rented to outside parties. The total number of motors 
supplied was 55; and the total number of outlets, 1,100, supplying 
2,400 incandescent lamps and 4 arc lamps. 

Feeders and Mains. The arrangement of the various feeders 
and mains, the cut-out centers, mains, etc., which they supply, are 
shown diagrammatically in Fig. 41, which also gives in schedule the 
sizes of feeders, mains, and motor circuits, and the data relating to the 
cut-out panels. 

Although the current supply was to be taken from an outside 
source, yet, inasmuch as there was a probability of a plant being in- 
stalled in the building itself at some future time, the three-wire system 
of feeders and mains was designed, with a neutral conductor equal 
to the combined capacity of the two outside conductors, so that 
120-volt two-wire generators could be utilized without any change in 
the feeders. 

Basement. The plan of the basement, Fig. 42, shows the branch 
circuit wiring for the outlets in the basement, and the location of the 
main switchboard. It also shows the trunk cables for the inter- 
connection system serving to provide the necessary wires for telephones, 
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tickers, messenger calls, etc., in all the rooms throughout the building, 
as will be described later. 

To avoid confusion, the feeders were not shown on the basement 
plan, but were described in detail in the specification, and installed 
in accordance with directions issued at the time of installation. The 
electric current supply enters the building at the front, and a service 
switch and cut-out are placed on the front wall. From this point, a 
two-wire feeder for power and a three-wire feeder for lighting, are 
run to the main switchboard located near the center of the basement. 
Owing to the size of the conduits required for these supply feeders, as 
well as the main feeders extending to the upper floors of the building, 
the said conduits are run exposed on substantial hangers suspended 
from the basement ceiling. 

First Floor. The rear portion of the building from the basement 
through the first floor. Fig. 43, and including the mezzanine floor, 
between the first and second floors, at the rear portion of the building 
only, is utilized as a press room for several large and heavy, modem 
newspaper presses. The motors and controllers for these presses are 
located on the first floor. A separate feeder for each of these press 
motors is run directly from the main switchboard to the motor con- 
troller in each case. Empty conduits were provided, extending from 
the controllers to the motor in each case, intended for the various 
control wires installed by the contractor for the press equipments. 

One-half of the front portion of the first floor is utilized as a news- 
paper office; the remaining half, as a bank. 

Second Floor. The rear portion of the second floor. Fig. 44, is 
occupied as a composing and linotype room, and is illuminated chiefly 
by means of drop-cords from outlets located over the linotype machines 
and over the compositors' cases. Separate ^horse-power motors 
are provided for each linotype machine, the circuits for the same being 
run underneath the floor. 

Upper Floors. A typical plan (Fig. 45) is shown of the upper 
floors, as they are similar in all respects with the exception of certain 
changes in partitions, which are not material for the purpose of illus- 
tration or for practical example. The circuit work is sufficiently 
intelligible from the plan to require no further explanation. 

Interconnection System. Fig. 46 is a diagram of the intercon- 
nection system, showing the main interconnection box located in the 
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basement; adjoining this main box is located the terminal box of the 
local telephone company. A separate system of feeders is provided 
for the ticker system, as these conductors require somewhat heavier 
insulation, and it was thought inadvisable to place them in the same 
conduits with the telephone wires, owing to the higher potential of 
ticker circuits. A separate interconnection cable runs to each floor, 
for telephone and messenger call purposes; and a central box is placed 
near the rising point at each floor, from which run subsidiary cables 
to several points symmetrically located on the various floors. From 
these subsidiary boxes, wires can be run to the various oflSces requiring 
telephone or other service. Small pipes are provided to serve as race- 
ways from office to office, so as to avoid cutting partitions. In this 
way, wires can be quickly provided for any oflSce in the building with- 
out damaging the building in any way whatever; and, as provision is 
made for a special wooden moulding near the ceiling to accommodate 
these wires, they can be run around the room without disfiguring the 
walls. All the main cables and subsidiary wires are connected with 
special interconnection blocks numbered serially; and a schedule is 
provided in the main interconnection box in the basement, which 
Enables any wire originating thereat, to be readily and conveniently 
traced throughout the building. All the main cables and subsidiary 
cables are run in iron conduits. 

OUTLET-BOXES, CUT-OUT PANELS, AND 

OTHER ACCESSORIES 

Outlet-Boxes. Before the introduction of iron conduits, outlet- 
boxes were considered unnecessary, and with a few exceptions were 
not used, the conduits being brought to the outlet and cut oflp after the 
walls and ceilings were plastered. With the introduction of iron con- 
duits, however, the necessity for outlet-boxes was realized; and the 
Rules of the Fire Underwriters were modified so as to require their use. 
The Rules of the National Electric Code now require outlet-boxes to 
be used with rigid iron and flexible steel conduits, and with armored 

cables. A portion of the rule requiring their use is as follows : 

All interior conduits and armored cables "must be equipped at every 
outlet with an approved outlet-box or plate. 

"Outlet-plates must not be used where it is practicable to install outlet- 
boxes. 
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"In buildings already constructed, where the conditions are such that 
neither outlet-box nor plate can be installed, these appliances may be omitted 
by special permission of the inspection department having jurisdiction, pro- 
viding the conduit ends are bushed and secured." 

Fig. 47 shows a typical fonn of outlet-box for bracket or ceiling 
outlets of the universal type. When it is desired to make an opening 

for the conduits, a blow from a hammer 
will remove any of the weakened portion 
of the wall of the outlet-box, as may be re- 
quired. This form of outlet-box is fre- 
quently referred to as the knock-out type. 
Other forms of outlet-boxes are made with 
\(^^ (^^^ C^\ VI ^^^ openings cast in the box at the re- 

quired points, this class being usually 

stronger and better made than the univer- 
sal type. The advantages of the universal 
type of outlet-box are that one form of box will serve for any ordinary 
conditions, the openings being tnade according to the number of 
conduits and the directions in which they enter the box. 

Fig. 48 shows a waterproof fonn of outlet-box used out of doors, 
or in other places where the conditions require the use of a water- 
tight and waterproof outlet-box. 

It will be seen in this case, that the box is threaded for the con- 
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Fig. 48. Water-Tight Outlet Box. 
Courtesy of H. Kraniz Manufacturing Co., Brooklyn, iV. 1 . 

duits, and that the cover is screwed on tightly and a flange provided 
for a rubber gasket. 
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Figs. 49 and 50 show water-tight floor box^ which are for outlets 
located in the floor. While the rules do not require that the floor outlet- 
box shall be water-tight, it is strongly recommended that a water- 
tight outlet be used in all cases for floor connections. In this case 
also, the conduit opening is threaded, as well as the stem cover through 
which the extension is made in the conduit to the desk or table. When 
the 'floor outlet connection is not required, the stem cover may be 
removed and a flat, blank cover be used to replace the same. 

A form of outlet-box used for flexible steel cables and steel ar- 
mored cable, has already been shown (see Fig. 5). 

TTiere is hardly any limit to the number and variety of makes of 
outlet-boxes on the market, adapted for ordinary and for special con- 



Tn>es of Floor OuUet-Boxes. 

ditions; but the types illustrated in these pages are characteristic and 
typical forms. 

Bushings. The Ruka of the National Electric Code require that 
conduits entering junction-boxes, outlet-boxes, or cut-out cabinets, 
shall be provided with approved bushings, fitted to protect the wire 
from abrasion. 

Fig. 51 shows a typical form of conduit bushing. This bushing 
is screwed on the end of the conduit after the latter has been intro- 
duced into the outlet-box, cut-out cabinet, etc., thereby forming an 
insulated orifice to protect the wire at the point where it leaves the 
conduits, and to prevent abrasion, grounds, short circuits, etc. A 
lock-nut (Fig. 52) is screwed on the threaded end of the conduit before 
the conduit is placed in tiie outlet-box or cut-out cabinet, and this 
lock-nut and bushing clatnp the i-omUiU 'fccurely in position. Fig. 
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53 shows a terminal «bushing for panel-boxes used for fl^ble steel 
conduit or armored cable. 

The Rules of the National Electric Code require that the metal 
of conduits shall be permanently and effectually grounded, so as to 

insure a positive 
connection for 
I grounds or leak- 
ing currents, and 
^1 in order to pro- 

least resistance 

to prevent the 

Fig.Bi, Conduit Bnshing. curreut fiom 

finding a path 

through any source which might cause a fire. At outlet-boxes, the 

conduits and gaspipes must be fastened in such a manner as to 

insure good electrical connection; and at centers of distribution, 

the conduits should be joined by suitable bond 

wires, preferably of copper, the said bond wires 

' being connected to the metal structure of the 

building, or, in case of a building not having 

an iron or steel structure, being grounded in a 

permanent manner to water or gas piping. 

Fuse-Boxes, Cut-Out Panels, etc. From the very outset, the 

necessity was apparent of having a protective device in circuit with 

the conductor to protect it from overload, short circuits, etc. For 

this purpose, a fusible 

metal having a low 

melting point was em- , 

ployed. The form of I 

this fuse has varied 
greatly. Fig. 54 shows 
a characteristic form 
of what is known as 
the link fuse with copper terminals, on which are stamped the ca- 
pacity of the fuse. 

The form of fuse used probably to a greater extent than any other, 
although it b now being superseded by other more modem forms. 



Fig, M. Lock-Nut. 
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is that known as the Edison ftiae-plug, shown in Fig. 55. A porcelain 
cut-Old block used with the Edison fuse is shown in Fig. 56. 

Within the last four or five years, a new form of (use, known as 
the enclosed fuse, has been introduced and used to a considerable 
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16. Porcelain Cut-Oat Blook 
rtfiyo fOtneralEitctricCo. , 
Schentetady, N. Y. 



extent, A fuse of this type is shown in Fig. 57, Fig. 58 g^ves a sec- 
tional view of this fuse, showing the porous filling surrounding the 
fuse-strips, and also the device for indicating when the fuse has 
blown. This form of fuse is made with various kinds of terminals; 
- it can be used with spring clips in small 
■ sizes, and with a post screw contact in 
3 larger sizes. For ordinaiy low potentials 
kJ this fuse is desirable for currents up to 
3 26 amperes; but it is a debatable ques- 
tion whether it is desirable to use an en- 
closed fuse for heavier currents. Fig. 59 
shows a cut-out box with Edison plug 
fuse-blocks used with knob and tube wiring. It will be seen that 
there is no connection compartment in this fuse-box, as the circuits 
enter directly opposite the terminals with which they connect, 

Fig. 60 shows a cut-out panel adapted for enclosed fuses, and 
installed in a cab- 
inet having a con- 
nection compart- 
ment. As will be 
seen from the cut, 
the tablet itself is 
surrounded on the 
four sides by slate, 
which is secured in the comers by angle-irons. The outer box may 
be of wood lined with sheet iron, or it may be of iron. Fig. 61 
shows a door and trim for a cabinet of this type. It will be seen that 
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the door opens only on the center panel, and that the trim covers and 
conceals the connection compartment. The inner side of the door 
should be lined with slate, and the inner side of the trim should be 
lined with sheet iron. Fig. 62 shows a sectional view of the cabinet 
and panel. In this type of cabinet, the conduits may enter at any 
point, the wires being 
run to the proper con- 
nectors in the connection 
compartment. 

Figs, 63 and 64 illus- 
trate a type of panel- 
board and cabinet hav- 
ing a push-button switch 
connected with each 
branch circuit and so 
arranged that the cut- 
out panel itself may be 
enclosed by locked doors, 
and access to the switches 
may be obtained through 

^- f ■ ^;'^l*^'?l'^"'i?<wf f^ ^?- two separate doors pro- 

CovrtttycfH. T. PaUte Co., FhUadtlphia, Pa. , . 

vided with latches only. 

This type of panel was arranged and designed by the author of this 

instruction paper. 

OVERHEAD LINEWORK 

The advantages of overhead linework as compared with under- 
ground linework are that it is much less expensive; it is more readily 
and more quickly installed; and it can be more readily inspected and 
repaired. 

Its principal disadvantages are that it is not so permanent as 
underground linework; it is more easily deranged; and it is more 
unsightly. 

For large cities, and in congested districts, overhead linework 
should not be used. However, the question of first cost, the question 
of permanence, and the municipal regulations, are usually the factors 
which determine whether oveAead or underground linework shall 
be used. 



ELECTRIC jymiNG 69 

The principal factors to be considered in overhead Ilnework will 
be briefly outlined. 

Placing of Poles. As a general rule, the poles should be set from 
100 to 125 feet apart, which is equivalent to 53 to 42 poles per mile. 
Under certain conditions, these spacings given will have to be modified; 
but if the poles are spaced too far apart, there is danger of too great 
a strain on the poles themselves, and on the cross-arms, pins, and 




Fig. SI. 
conductors. If, on the other hand, 
they are placed too close together, 
the cost is unnecessarily increased. 
The size and number of conduct- 
ors, and the potential of the line- pig. as. 
worit, determine to a great extent 

the distance between the poles; the smaller the size, the less the num- 
ber of conductors; and the lower the potential, the greater the distance 
between the poles may be made. Of course, the exact location of 
the poles is subject to variation because of trees, buildmgs, or other 
obstructions. The usual method employed in locating poles, is first 
to make a map on a fairly large scale, showing the course of the line- 
work, and then to locate the poles en the ground according tc the actual 
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Poles. Poles should be of selected quality of chestnut or cedar, 
and should be sound and free from cracks, knots, or other flaws. 
Experience has proven that chestnut and cedar poles are the most 
durable and best fitted for linework. If neither chestnut nor cedar 
poles can be obtained, northern pine may be used, and even other 
timber in localities where these poles cannot be obtained; but it is 
found that the other woods do not last so long 83 those mentioned. 



Ii^.flS. OntOnt Panel with Pnah-BnttODSwttObes. ftov«rTteinoTe0. 

and some of the other woods are not only less strong initially, but are 
apt to rot much quicker at the "wind and water line" — that is, just 
above and below the surface of the ground. 

The proper height of pole to be used depends upon conditions. 
In country and suburban districts, a pole of 25 to 30 feet is usually 
of sufficient height, unless there are more than two or three cross-arms 
required. In more densely populated districts and in cities where a 
great number of cross-arms are required, the poles may have to be 
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40 to 60 feet, or even longer. Of course, the longer the pole, the 
greater the possibility of its breaking or bending; and as the length 
Increases, the diameter of the butt end of pole should also increase. 
Table XI gives the average diameters required for various heights of 
poles, and the depth the poles should be placed in the ground. These 
data have been compiled from a number of standard specifications. 

TABLE XI 
Pole Data 



Length of Poi.b 


Diameter 6 In. 
FBOM Butt 


Diameter at Top 


Depth Pole shottld 

BE Placed in 

Ground 


25 feet 


9 to 10 in. 


6 to 8 in. 


5 feet 


30 " 


11 " 




• 5i " 


35 " 
40 " 


12 " 

13 " 




5i " 
6 " 


45 " 


14 " 




64 " 


50 " 


15 " 




7 " 


55 " 


16 to 17 " 




7i " 


60 " 


18 '* 




7i " 


65 '' 


19 " 




8 " 


70 " 


20 " 




8 " 


75 " 


21 " 




8i " 


80 " 


22 " 




9 " 



As it is somewhat difficult, because of irre^arities In size, to measure the diame< 
ter of some poles, the circumference may be measured instead: then, by multiplying 
the diameters given in the above table, by 3,1416. the measurements may be reduced 
to the circumference in inches. 

The minimum diameters of the pole at the top, which should be 
allowed, will depend largely on the size of the conductors used, and 
on the potential carried by the circuits; the larger the conductors 
and the higher the potentials, the greater should be the diameter at 
the top of the pole. 

Poles should be shaved, housed, and gained, also cleaned and 
ready for painting, before erection. 

Poles should usually be painted, not only for the sake of appear- 
ance, but also in order to preserve them from the weather. It is par- 
ticulariy important that they should be protected at their butt end, not 
only where they are surrounded by the ground, but for a foot or two 
above the ground, as it is at this point that poles usually deteriorate 
most rapidly. Painting is not so satisfactory at this point as the use 
of tar, pitch, or creosote. The life of the pole can be increased con- 
siderably by treating it with one or another of these preservatives. 
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Before any poles are erected, they should be closely inspected for 
flaws and for crookedness or too great departure from a straight line. 
Where appearance is of considerable importance, octagonal poles 
may be used, although these cost considerably more than round poles. 
Gains or notches for the cross-arms should be cut in the poles before 
they are erected, and should be cut square with the axis of the pole, 
and so that the cross-arms will fit snugly and tightly within the space 
thus provided. These gains should be not less than 4^ inches wide, 



Fig. 64. Cut-Ouc Panel with Piish-Button Switches, With Cover. 

nor less than i inch deep. Gains should not be placed closer than 24 
inches between centers, and the top gains should be at least 9 inches 
from the apex of the pole. 

Pole Guying. Where poles are subject to peculiar strains due 
to unusual stress of the wires, such as at comers, etc., guys should be 
employed to counteract the strain and to prevent the pole from being 
bent and finally broken, or from being pulled from its proper position. 
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Where there are a consider- 
able number of wires on the poles, 
or in case of unusually long 
poles, or where the linework is 
subject to severe storms, it is 
frequently necessary to guy the 
poles even on straight linework. 
In such cases, the guys should 
extend from a point near the top 
of the pole to a point near the 
butt of the adjacent pole. 
Straight guying should also be 
employed at the terminal j)ple, 
the guy extending to a stub 
beyond the last pole, to counter- 
act the strain of the wires pull- 
ing in the opposite direction. On 
particularly heavy lines, it is 
sometimes necessary to use 
straight guys for the second and 
even the third pole from the ter- 
minal pole, to prevent undue 
strain on the terminal pole itself, 
as shown in Fig. 65. 

Where there are three or 
more cross-arms, either two sets 
of guys should be employed, or 
else a "Y" form of guy should 
be used. If a single guy is used 
on a long pole or on a pole car- 
rying a number of cross-arms, or 
on which there is unusual strain, 
the pole is apt to break where 
the guy is attached. Figs. 66 and 
67 show respectively a proper and 
an improper method of guying, 
and their effect. 
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At comers, or wherever the direction of the linework changes, 
guys should be provided to counteract the strain due to the change in 
direction. Guys are also necessary at points where poles are set in 
other than a vertical position. 

Where the soil is not firm or solid, or where poles are subject to 
unusual stress, it is sometimes necessary to obtain additional stiffness 
by what is known as crib-bracing, as may be seen from Fig. 68. This 
consists of placing two short logs at the butt of the pole. These 
logs need not be more than 4 to 5 feet long, or more than 8 to 9 inches 
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Fig. 66. Proper Method Of Guying where there are Three or More Cross- Arms. 
A Y-form of Guy is Used at Left; Double Guy at Right. 

in diameter. This crib-bracing is sometimes also necessary to give 
greater stability to stubs or short poles to which guys are fastened. 

While, as a rule, it is not advisable to use trees for guy supports, 
it is sometimes necessary to do this, but the trees should be sound and 
should be protected in a proper manner from injury. On private 
property, permission should first be obtained from the owner to use 
the tree for such purpose. 

The guy itself should be of standard cable, consisting of 7 strands 
of No. 12 B. & S. Gauge iron or steel wire. This is the standard 
guy cable, and should be used in all cases, except for very light poles 
and light linework, where a smaller cable having a minimum diameter 
of \ inch may be used. The guy wires should be fastened at the ends 
by means of suitable clamps. All guy cables and clamps shoulH be 
heavily galvanized, to prevent rusting. 
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Comers. In cases of heavy linework where there are a con- 
siderable number of wires and cross-arms, the turns should be made. 




Fig. 67. Improper Method of Guying where there are Three or More Cross- Arms. 
Strain Is Concentrated at one Point, Causing Rupture of Pole. 

if possible, by the use of two poles. In cases where there are only a 
few wires, a double cross-arm may be employed, using a single pole. 
The two methods are illustrated in Figs. 69 and 70. 




Fig. 68. Additional Stiffness Secured by Use of Crib-Bracing. 

Cross-Anns. Cross-arms, where possible, should be of long 
leaf yellow pine, or of Oregon or Washington fir, of sound wood, 
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thoroughly seasoned and free from sap, cracks, or large knots. They 
should be not less than 3 J inches thick by 4^ inches deep, the length 
depending upon the number of pins required. 

Cross-anns, after being properly seasoned^ should be painted 
with two coats of lead paint before erection. They should then be 
snugly fitted into the gain of the pole, and securely fastened with 
a bolt not less than f inch in 
diameter driven through a 
hole of slightly less diameter 
previously bored in the pole. 
A galvanized-iron washer 
not less than 2 inches in 
diameter should be placed 
under the head and nut of 




Fig. 69. Two-Poles Used In Making Turn 
on Heavy Line. 



each bolt. The cross- 
arms should be at right 
angles to the pole, and 
should be parallel to one 
another where two or 
more arms are used on 
the same pole. 

The cross-arms 
should be braced with 
galvanized-iron braces approximately 1^ inches wide, i inch thick, 
and from 18 to 30 inches in length. The braces should be fastened 
to the cross-arm by means of f-inch galvanized-iron bolts passing 
through the brace and the cross-arm, washers being used under the 
nut and head of each bolt. Guys should be provided for the cross- 
arms in case of unusual strain. The dimensions of cross-arms re- 
quired for various numbers of pins, are given verv completely in a 
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paper read by Mr. Paul Spencer before the Atlantic City Convention 
of the National Electric Light Association in 1906, and reprinted 
in a number of the technical journals. 

Wherever practicable, cross-arms should be placed on the poles 
before the poles are erected, as not only can they be more securely 
fastened when the poles are on the ground, but the cost of erection 
is thereby considerably reduced. 

Pins. Pins should be of selected locust, not less than f inch 
diameter at the shank portion, and not less than 1^ inches in diameter 
at the point where 
they rest upon the 
cross-arm. For po- 
tentials of 20,000 
volts or over, the 
pins should be of 
metal, to avoid car- 
bonization of the 
wood due to static 
leakage. The top 
portion of the pin 
(if of wood) should 
be not less than one 
inch in diameter. 
The length of both 
the shank and the 

upper portion pjg^ ^ Double Cross- Arm Used on Single Pole to Make Turn 
should be each ap- ^ ^^^^^ ^^^^ carrying only a Few Wires. 

proximately 4J inches, making the total length approximately 9 
inches. The pin should be threaded and tapered, and accurately cut. 
The pin should fit the hole in the cross-arm snugly, and should be 
nailed to the cross-arm with a sixpenny galvanized-iron wire nail 
driven straight through the center of the shank of the pin. 

Insulators. For potentials of 3,000 volts or less, insulators 
should be of flint glass, of double-petticoat, deep-grooved type. For 
potentials of over 3,000 volts, they should be of the triple-petticoat 
type, and preferably of porcelain, and should be of special pattern 
adapted for the potential. 

Service Mains, Pole Wiring, etc. For service connections— 
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that is, for the mains run to service switches in consumers' residences 
or other buildings, conductors of not less than No. 8 B. & S. Gauge 
should be used in order to obtain the necessary tensile strength. 
Where possible, the circuits should be arranged in such a manner as to 
have the service main connect with the line on the lowest cross-arm, 
in order to prevent crossing of wires. The transfonners should be 
installed either on poles or in vaults outside of the building, or, where 
this is impracticable, in a fireproof vault or other enclosed space 
inside of the building itself. Small transformers may be fastened to 
a pair of cross-arms secured to the pole itself. For transformers of 
25K.W. andx)ver, it is usually best to provide special poles. It is 
inadvisable to place transformers on building walls. 

Where appearance is of importance, when the transformer is 
placed underground, or when the wires enter the lower portion of a 
building, the conductors must be run underground. In such cases, a 
splice should be made between the weatherproof conductors and 
rubber-insulated lead-sheathed conductors, at a height of about 15 
to 20 feet above the ground, and the mains run in iron pipe down the 
pole to a point underground, where they may be continued either in 
iron pipe or in vitrified or fiber conduits underground to the point 
of entrance. 

All circuit wiring on poles should be so arranged as to leave one 
side free for the linemen to climb the poles without injuring the con- 
ductors. As a rule, all poles on which transformers, lightning arresters, 
or fuse-boxes are located, should be provided with steps. 

In order to limit the area of disturbance of a short circuit or 
overload, fuses should be inserted in each leg of a primary circuit 
in making connections to transformers, or where tap or branch con- 
nections are made. The fuses should have a capacity of approxi- 
mately 50 per cent greater than the transformer or conductor which 
they protect. Of course, it would be undesirable to have an excessive 
number of fuses, and for short branch lines they might frequently 
be undesirable; but for important branch lines, they should be em- 
ployed in order to prevent the fuse on the main feeder from being 
hloun in case of disturbance en the branch line. 

Lightning arresters should be placed on the linework in places 
particularly exposed to lightning discharges, and at all points where 
connections are made to enter a building. The location and nimiber 
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of lightning arresters will depend upon local conditions, the likelihood 
and frequency of thunderstorms, etc. Where lightning arresters are 
provided, it is essential that a 
good ground connection be obtained. 
The ground connection should be 
made by a fairly good-sized insu- 
lated rubber conductor, not less 
than No. 6 B. & S. Gauge, con- 
necting either with a water pipe 
to which it should be clamped, or 
fastened in such a manner as to 
obtain a good electric contact, or 
else to a ground-plate of copper 
embedded in crushed charcoal or 
coke. 

The neutral wire of a three- 
wire of both secondary alternating- 
current systems and direct-current 
systems, should be properly 
grounded as required by the National Electric Code (see Rules 12, 
13, and 13-A). 

Lamps on Poles. Fig. 71 shows the method of wiring to and 
supporting a lamp located on a pole. 




Fig. 71. Method of Wiring to and Sup- 
porting Lamp on Pole. 



UNDERGROUND LINEWORK 



In large cities, or in congested districts, or where the appearance 
of overhead linework is objectionable, it is generally necessary to 
place the conductors underground instead of overhead. 

The advantages of underground linework are — first, that of 
appearance; second, it is more permanent and less liable to inter- 
ruption than overhead work. 

The principal disadvantage of underground work is the greater 
first cost. In overhead linework, conductors having weatherproof 
insulators consisting of cotton dipped in a special compound similar 
to pitch, are used, the cost of which is relatively small. For under- 
ground linework, however, the conductors must not only have rubber 
insulation, but also a lead sheathing for mechanical protection. 
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Furthermore, the cost of the ducts, trenching, concrete work, laying 

the ducts, etc., is much greater than the cost of poles, cross-arms, etc. 

As in the case of inside wiring, underground linework should 

« 

be so arranged that the conductors may be readily removed and re- 
placed without disturbing the underground conduits or ducts. The 
system should be arranged with manholes, and in such a manner that 
changes or additions or branches may be readily and conveniently 
made. In order to provide for the removal and replacing of con- 
ductors, and also for growth in the system, the method formerly in 
vogue, of embedding the conductors in wooden boxes, or in trenches 
underground, has been abandoned; and the conductors are now 
placed in conduits or ducts. A number of different forms of ducts and 
conduits have been introduced, some of which have been dropped as 
cheaper and better forms have been introduced. The forms of con- 
duits or ducts now most generally employed include iron pipe j vitrified 
conduits, and fibre conduit. As all three of these forms of conduit 
are very generally employed, they will now be described, as well as the 
method of installing them. 

Iron Pipe. Three-inch iron conduit is frequently used for under- 
ground linework, particularly for short runs or where there are not 
more than two or three ducts required, or where the soil is bad and 
where the longer lengths and more stable joints of the imn conduit 
would make it more desirable than vitrified duct or fibre conduit. 
This conduit, however, is generally undesirable on account of its 
greater first cost, and also on account of its liability to deterioration 
from rust or corrosion. Where iron conduit is used, and where it is 
subject to corrosion, it should be coated with asphaltum or other 
similar protective composition. While it is not necessary to have a 
concrete bed under iron pipe, it is better to provide such a bed, especi- 
ally where the soil is shifting or not solid. 

Vitrified Tile Conduit. This type of conduit in both the single- 
and multiple-duct form, is used more extensively than any other form 
of conduit for underground work. It is made in lengths of 18 inches 
for the single-duct form, and in considerably greater lengths in the 
multiple-duct form. Fig. 72 shows the single-duct conduit, and 
Fig. 73 shows a multiple-duct form of conduit. 

Vitrified conduit requires less space for the same number of 
ducts than any other form^ and is particularly desirable where a great 
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number of ducts are required in a small space. The advantages of 
this form of conduit are that it is cheap in first cost; after being 
laid, it is practically indestructible; it is not subject to corrosion or 



Fig. TE. S«lt-CeDt«rlDg Duct, 

VltrlQed CoDdult. 

CourUty of Standard WH/ltil Condiat Co., 



Plg.JB. Multipla Duct. VltrlHed 
Coudult. 
CovrUiy of Standard YUrlfied ConduU C 



deterioration; it is not combustible; it is fairly strong mechanically; 
and it does not require skilled labor to install. 

Table Xllg^ves the principal data of one of the well-known 
makes of vitrified conduit' 

TABLE XII 
Standard Vitrified Conduit 
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In installing vitrified conduit, a trench following as straight 
lines as possible should be dug to such a depth that there will be a 
space of at least 18 inches from the top layer of the duct to the street 
surface. The bottom of the trench should be level ; and a bed of 
good cement concrete not less than 3 inches thick should be laid. 
The following instructions* for installing vitrified conduit may be 
considered as typical of the best up-to-date practice: 

•Fiom ttie Catalogue ol the Standard Uaderground Conduit Company. 
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Laying of Conduit. When the trench has been properly pre- 
pared and the concrete foundation set, the laying of conduit should be 
begun. The ends of the conduit should be butted against the shoulder 
of the conduit terminal brick; short length should be used for the 
breaking of joints. 

Care* should be taken, when each length of conduit is laid, that 
the duct hole is perfectly clear and the conduit level. The work may 
then proceed; and if the following instructions are carried out, no 
diflSculty will be encountered after the duct are laid. 

When the first piece of conduit is laid and the keys inserted, 
one on the top and one on the side of the duct, the burlap for joints 
should be slipped partly imder the conduit, and the next piece brought 
up and connected. The burlap is then brought up and wrapped 
around the conduit. After this operation is completed, a thin layer 
of cement mortar is plastered around the burlap, extending over the 
edges, so as to cover the scarified portion of the conduit so that it 
may adhere to it, thus making the joint practically water-tight. 

The burlap should be first prepared in strips of not less than 6 
inches in width, and of suitable length to wrap around the conduit, 
overlapping about 6 inches. If possible, the burlap should be satur- 
ated in asphaltum or pitch; but if this is not convenient, it may be 
dipped in water so as to stick to the conduit until the joint has been 
cemented. The engineer or foreman in charge should personally 
oversee the making of the joint, and especially see that the keys are 
inserted, as in many instances they are left out by the workmen, 
causing considerable trouble and expense. SuflScient time should be 
allowed for the joints to harden. 

After the duct are laid, the sides are filled in with either concrete 
or dirt, as specified, care being taken that the conduit are not forced 
out of alignment by the careless filling-in of the sides. The top layer 
of concrete may then be laid and leveled. 

After this the trench is ready for filling in. 

In the laying of our self-centering single-duct conduit, no dowel- 
pins are used, the ducts being self-centering — one piece of conduit 
socketing into the other. Burlaping and cementing of joint is not 
necessary. Otherwise the instructions for the laying of multiple- 
duct should be followed. The use of a mandrel in laying self- 
centering conduit is superfluous. 
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As each section of the system — that is, from manhole to man- 
hole — ^is completed, it should be rodded to insure the duct being clear. 
For this purpose wooden rods are employed, the rods being from 
3 to 4 feet long by one inch in diameter and provided with brass 
couplings on the ends. The first rod is pushed into the duct chamber, 
the second one is then attached, and then the third and so on, until the 
first rod appears in the manhole at the opposite end. 

A wooden mandrel about 10 inches long, made to conform to 
the shape of the duct, but about J inch smaller in diameter, is attached 
to the last rod, and a galvanized-iron wire is then attached to the other 
end of the mandrel. The rods are drawn through the duct and 
uncoupled, until the mandrel has passed through the ducts. The 
wire is left remaining in the chamber, and secured in the manhole to 
prevent its being pulled out. The same operation is repeated until 
all the ducts are tested and wireil. Should obstructions be met with 
and the mandrel bind, the location of the obstructions can readily be 
ascertained from the length of rod yet remaining in the duct, and can 
easily be removed. This method is far better than pulling the 
mandrel through as the ducts are laid, as in many cases the duct is 
obstructed or thrown out of alignment by the filling-in of the con- 
crete or trench, and this would not be noticed until an attempt was 
made to draw the cable. The wire left in the duct is used in drawing 
the cables. 

Fibre Conduit. This type of conduit consists of wood fibre 
formed into a tube over a mandrel under pressure. After the tube 




Fig. 74. Socket-Joint Fibre Conduit. 

is formed on the mandrel, it is removed, and, after being dried in 
air, is placed in a tank of preservative and insulating compound. 

Fibre conduits are made in three different styles — namely, the 
socket-jointy sleeve-joint, and screw-joint types, shown respectively in 
Figs. 74, 75, and 76. The forms of conduit here shown are made by 
the Fibre Conduit Company, of Orangeburg, New York. 

In the socket-joint type, the connections between the lengths 
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of conduit are made by means of male and female joints turned on 
the ends of the conduit so that it is necessary only to push one length 
within the other to secure alignment without the use of a sleeve- 
coupling or other device. While this is the cheapest and simplest 






Fig. 75. Sleeve^oint Fibre Conduit. 

form of fibre conduit, the joint is not so secure as in either of the other 
two types. 

The sleeve-joint fibre conduit has the ends of each joint turned 
so that a sleeve may be slipped over the turned portion and butted up 
against the shoulder on the tubes. These sleeves are about 4 inches 
long and f inch thick. While this form of joint is more secure than 
the socket type, it is not so secure as the screw-joint type. 

The screw-joint type of fibre conduit is manufactured with a 
slightly thicker wall than the socket-joint type, in order to obtain the 
necessary thickness for getting the thread on the end of the pipe. The 
sleeve in this case is threaded; and, instead of being slipped on the 
conduit, as in the case of the sleeve-joint type, it is screwed on, and 
the thread may be filled with compound and a water-tight joint thereby 
obtained. Various special forms of elbows, bends, junction-boxes, 
tees, etc., are provided for this conduit, for special connections. 
Couplings are also made so that joints can be made between fibre 
conduit and iron pipe, where it is desirable to make such a connection. 

The advantages of fibre conduit are — jirsty that it is lighter than 
any of the other forms of conduit, which reduces the cost of trans- 






Fig. 76. Screw-Joint Fibre Conduit. 



portation, carting, and handling; and second, that the cost of labor 
for installing it is less than in the case of iron pipe, and less than that 
of the single-duct tile pipe. Table XIII rives the principal data 
relating to fibre conduit. 
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TABLE XIII 

Fibre Conduit 
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Fig. 77 shows the method of laying fibre conduit in a trench. 

A concrete bed should be provided for all three types of fibre 
conduit. Where the ground is moist or where there is likelihood of 
water getting in the joints, it is advisable to make a complete envelope 
around the conduit. 

The joints should be carefully dipped in or coated with a special 
liquid compound provided for this purpose, so as to insure water- 
tightness. The cables should be spaced about IJ inches apart, by 
means of wooden separators; and the spaces between the ducts, and 
between the walls of the trench and the outer ducts, should be filled 
with a thin grouting of cement and sand. If more than one horizontal 
row of ducts are installed, the grouting of each row should be smoothed 
over so as to prepare a base for the next row of ducts. 

To fish the conductors in fibre conduit, it is not necessary to fol- 
low the method of rodding usually required with vitrified conduits; 
but it is found that by utilizing a solid No. 6 iron wire, and fishing 
from one manhole to the next, the mandrels and brush can be attached 
to the end of the wire and pulled through the conduits, thus insuring 
that the joints are smooth and that there are no obstructions in the 
conduit. To prevent accidental clogging of the ends of the con- 
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duit, wooden plugs should be installed in the openings of all un- 
finished conduit work, or in all unoccupied cable ducts at manholes. 
Drawing In the Cables. After the conduits have been tested by 
means of the mandrel to ascertain that they are continuous and that 
the joints are smooth, the work of installing the cables may be started. 
Special precaution should be taken to prevent sharp bending of the 
cables, and thus to prevent injuiy to the lead sheathing of the rubber 

insulation. If the 
cable is light and 
of small diam- 
* eter, the distance 
not over 300 feet, 
and the run fairly 
straight, the ca- 
ble can usually 
be pulled in by 
hand; but often 
other mean 3 
must be provided ■ 
so as to secure 
sufficient power. 
Precautions 
should be taken, 
however, to 
avoid placing too 
great a strain on 
the cables, as it 
IS liable to in- 

Jure them, and 
Flg.77. Method otLaylngFlbraConduit In Trench. ' 

the injuries may 
not show up immediately, but may cause trouble later. The remedy 
is to avoid placing the manholes too far apart, and to have the runs as 
straight as possible; also to properly test the conduits for continuity 
and smoothness before starting to install the cables. Enough slack 
should be left in each manhole to allow the cables to pass close to 
the side walls of the manhole, and to have the centers free and acces- 
sible for a man to enter the manhole. Where there are a great 
number of cables in a manhole, shelves or other supports should be 
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provided for holding the cables apart and in position. Where two 
or more conductors are placed in the same duct, they should always 
be pulled in at the same time, for otherwise the cables last pulled in 
are apt to injure those already installed. 

Manholes. Manholes should be provided about every 300 feet, 
in oTder to facilitate 
the installation of the 
conductors in the duct. 
The exact distance be- 
tween manholes 
should be determined 
by conditions; in some 
cases they should be 
placed even closer to- 
gether than the figure 
^ven, while in other 
cases their distance 
apart might be 
slightly greater. 

Manholes are 
built of concrete or 
brick, and provided 
with a cast-iron frame 
or cover. The man- 
holes may be of 
square, round, rect- 
angular, or oval sec- 
tion, the last-men- Fig. 
tioned form of man- 
hole being probably the best, as it avoids the liability to sharp bends 
or kinks being made in the cable. The manhole cover may be of 
the same formasthemanholeitself.orit may be of different form; but 
round or square covers are usually used. Fig. 78 shows a standard 
form of manhole used in New York City. This manhole is substan- 
tially built, and adapted for heavy traffic passing over the cover. For 
suburban or countiy work, manholes may be made of lighter con- 
struction. 
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HISTORY AND DEVELOPMENT 

The history of electric lighting as a commercial proposition begins 
with the invention of the Gramme dynamo, by Z. J. Gramme, in 
1870, together with the introduction of the Jablochkoff candle or 
light, which was first announced to the public in 1876, and which 
formed a feature of the International Exposition at Paris in 1878. 
Up to this time, the electric light was known to but few investigators, 
one of the eariiest being Sir Humphrey Davy who, in 1810, produced 
the first arc of any great magnitude. It was then called the voltaic 
arc, and resulted from the use of two wood charcoal pencils as elec- 
trodes and a powerful battery of voltaic cells as a source of current. 

From 1840 to 1859, many patents were taken out on arc lamps, 
most of them operated by clockwork, but these were not successful, 
due chiefly to the lack of a suitable source of current, since all de- 
pended on primary cells for their power. The interest in this form 
of light died down about 1859, and nothing further was attempted 
until the advent of the Gramme dynamo. 

The incandescent lamp was but a piece of laboratory apparatus 
up to 1878, at which time Edison produced a lamp using a platinum 
spiral in a vacuum, as a source of light, the platinum being rendered 
incandescent by the passage of an electric current through it. The 
first successful carbon filament was made in 1879, this filament being 
. formed from strips of bamboo. The names of Edison and Swan are 
intimately connected with these early experiments. 

From this time on, the development of electric lighting has been 
very rapid, and the consumption of incandescent lamps alone has 
reached several millions each year. When we compare the small 
amount of lighting done by means of electricity twenty-five years ago 
with the enormous extent of lighting systems and the numerous 
applications of electric illumination as they are to-day, the growth 
and development of the art is seen to be very great, and the value of 
a study of this subject may be readily appreciated. While in many 

Copyright, 1909, by American School of Correspondence, 
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cases electricity is not the cheapest source of power for illumination, 
its admirable qualities and convenience of operation make it by far 
the most desirable. 

CLASSIFICATION 

The subject of electric lighting may be classified as follows: 

1. The type of lamps used. 

2. The methods of distributing power to the lamps. 

3. The use made of the light, or its application. 

4. Photometry and lamp testing. 

The types of lamps used may be subdivided into: 

1. Incandescent lamps : Carbon, metallic filament, Nernst. 

2. Special lamps: Exhausted bulb without filament, such as the Cooper- 
Hewitt lamp and Moore tube lamp. 

3. Arc lamps: Ordinary carbon, flaming arc. 

INCANDESCENT LAMPS 

The incandescent lamp is by far the most common type of lamp 
used, and the principle of its operation is as follows: 

If a current / is sent through a conductor whose resistance is 
R, for a time t, the conductor is heated, and the heat generated = 
PR t, PR t representing joules or watt-seconds. 

If the current, material, and conditions are so chosen that the 
substance may be heated in this way until it gives out light, becomes 
incandescent, and does not deteriorate too rapidly, we have an in- 
candescent lamp. Carbon was the first successful material to be 
chosen for this conductor and for ordinary lamps it is formed into a 
small thread or filament. Very recently metallic filament lamps 
have been introduced commercially with great success but the carbon 
incandescent lamp will continue to be used for some time, especially 
in the low candle-power units operated at commercial voltages. Car- 
bon is a successful material for two reasons: 

1. The material must be capable of standing a very high tem- 
perature, 1,280° to 1,330° C, or even higher. 

2. It must be a conductor of electricity with a fairly high re- 
sistance. 

Platinum was used in an early stage of the development, but, 
as we shall see, its temperature cannot be maintained at a value high 
enough to make the lamp as eflBcient as when carbon, or a metal 
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having a melting point higher than diat of platinum, is used. Nearly 
all attempts to substitute another substance in place of carbon have 
failed until recently, and the few lamps which are entirely or partially 
successful will be treated later. The nature of the carbon employed 
in incandescent lamps has, however, been much improved over the 
first forms, and owing to the still very great importance of this lamp, 
the method of manufacture will be considered. 

Manufacture of Carbon Incandescent Lamps. Preparaiwn of 
the Filament. Cellulose, a chemical compound rich in carbon, is 
prepared by treating absorbent cotton with zinc chloride in proper 
proportions to form a uniform, gelatine-like mass. It is customary 
to stir this under a partial vacuum in order to remove bubbles of air 
which mi^t be contained in it and destroy its uniformity. This 
material is then forced, "squirted," through steel dies into alcohol, the 




alcohol serving to harden the soft, transparent threads. These threads 
are then thoroughly washed to remove all trace of the zinc chloride, 
dried, cut to the desired lengths, wound on forms, and carbonized by 
heating to a high temperature away from air. During carbonization, 
the cellulose is transformed into pure carbon, the volatile matter being 
driven off by the high temperature to which the filaments are subjected. 
The material becomes hard and stiff, assuming a permanent form, 
shrinking in both length and diameter — the form being specially con- 
structed so as to allow for this shrinkage. The forms are made of 
carbon blocks which are placed in plumbago crucibles and packed 
with powdered carbon. The crucibles, which are covered with 
loosely fitting carbon covers, are gradually brought to a white heat, 
at which temperature the cellulose is changed to carbon, and then 
allowed to cool. After cooling, the filaments are removed, measured, 
and inspected, and the few defective ones discarded. 
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In the early days, these filaments were made of cardboard or 
bamboo, and later, of thread treated with sulphuric acid. 

A few of the shapes of filaments now in use are shown in Fig. 1, 
the different shapes giving a slightly different distribution of light. 
As here shown they are designated as follows: A, U-shaped; B, 
single-curl; C, single-curl anchored; D, double-loop; E, double- 
curl; F, double-curl anchored. 

Mounting the Filament. After carbonization, the filaments 
are mounted or joined to wires leading into the globe or bulb. These 
wires are made of platinum — ^platinum being the only substance, so 
far as known, that expands and contracts the same as glass, with 
change in temperature and which, at the same time, will not be melted 
by the heat developed in the carbon. Since the bulb must remain 
air-tight, a substance expanding at a different rate from the glass 
cannot be used. Several methods of fastening the filament to the 
leading in wires have been used, such as forming a socket in the end 
of the wire, inserting the filament, and then squeezing the socket 
tightly against the carbon; and the use of tiny bolts when cardboard 
filaments were used; but the pasted joint is now used almost exclu- 
sively. Finely powdered carbon is mixed with some adhesive com- 
pound, such as molasses, and this mixture is used as a paste for fasten- 
ing the carbon to the platinum. Later, when current is sent through 
the joint, the volatile matter is driven off and only the carbon remains. 
This makes a cheap and, at the same time, a very efficient joint. 

Flashing, Filaments, prepared and mounted in the manner 
just described, are fairly uniform in resistance, but it has been found 
that their quality may be much improved and their resistance very 
closely regulated by depositing a layer of carbon on the outside of the 
filament by the process ol flashing. By flashing is meant heating the 
filament to a high temperature when immersed in a hydrocarbon gas, 
such as gasoline vapor, under partial vacuum. Current is passed 
through the filament in this process to accomplish the heating. Gas 
is used, rather than a liquid, to prevent too heavy a deposit of the 
carbon. Coal gas is not recommended because the carbon, when 
deposited from this, has a dull black appearance. The effects of 
flashing are as follows: 

1. The diameter of the filament is increased by the deposited 
carbon and hence its resistance is decreased. The process must be 
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discontinued when the desired resistance is reached. Any litde irregu- 
larities in the filament will be eliminated since the smaller sections, 
having the greater resistance, will become hotter than the remainder 
of the filament and the carbon is deposited more rapidly at these 
points. 

2. The character of the surface is changed from a dull black 
and comparatively soft nature to a bright gray coating which is much 
harder and which increases the life and eflBciency of the filament. 

Exhausting. After flashing, the filament is sealed in the bulb 
and the air exhausted through the tube A in Fig. 2, which shows the 
lamp in different stages of its 
manufacture. The exhaustion 
is accomplished by means of 
mechanical air pumps, sup- 
plemented by Sprengle or mer- 
cury pumps and chemicals. 
Since the degree of exhaustion 
must be high, the bulb should 
be heated during the process 
so as to drive off any gas which 
may cling to the glass. When 
chemicals are used, as is now 
almost universally the case, the 
chemical is placed in the tube 
A and, when heated, serves 
to take up much of the remain- 
ing gas. Exhaustion is neces- 
sary for several reasons: 

1. To avoid oxidization of the filament. 

2. To reduce the heat conveyed to the globe. 

3. To prevent wear on the filament due to currents or eddies in the gas. 

After exhausting, thef tube A is sealed off and the lamp com- 
pleted for testing by attaching the base by means of plaster of Paris. 
Fig. 3 shows some of the forms of completed incandescent lamps. 

Voltage and Candle-Power. Incandescent lamps of the carbon 
type vary in size from the miniature battery and candelabra lamps to 
those of several hundred candle-power, though the latter are very 
seldom used. The more common values for the candle-power are 
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Fig. 2. DiflPerent Stages in Lamp Manufacture. 
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8, 16, 25, 32, and 50, the choice of candle-power depending on the 
use to be made of the lamp. 

The voltage will vary depending on tie method of distribution 
of the power. For what is known as parallel distrJhvium, 110 or 
220 volts are generally used. For the higher values of the voltage, 
long and slender filaments must be used, if the candle-power is to be 
low; and lamps of less than 16 candle-power for 220-volt circuits are 
not practical, owing to difficulty in manufacture. For series dis- 
tribution, a low voltage and higher current is used, hence the fila- 
ments may be quite heavy. Battery lamps operate on from 4 to 24 
volts, but the vast majority of lamps for general illumination are 
operated at or about 110 volts. 




Fig. 3. Several PormB of Completed Uxmps. 

Efficiency. By the efficiency of an incandescent lamp is meant 
the power required at the lamp terminals per candle-power of light 
given. Thus, if a lamp giving an average horizontal candle-power 
of 16 consumes ^ an ampere at 112 volts, the total number of watts 
consumed will be 112 X i = 56, and the watts per candle-power 
will be 56 -^ 16 = 3.5. The efficiency of such a lamp is said to be 
3.5 watts per candle-power, or simply watts per candle. WaUs 
economy is sometimes used for efficiency. 

The efficiency of a lamp depends on the temperature at which 
the filament is run. In the ordinary lamp this temperature is betwem 
1,280° and 1,330° C, and the curve in Fig. 4 shows the increase of 
efficiency with the increase of temperature. The temperature attained 
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by a filament depends on the rate at which heat Is radiated and the 
amount of power supplied. The rate of radiation of heat is propor- 
tional to the area of the filament, the elevation in temperature, and 
the emissivity of the surface. 

By emissivity is meant the number of heat units emitted from 
unit surface per degree rise in temperature above that of surrounding 
bodies. The bright surface of a flashed filament has a lower emis- 
sivity than the dull surface of an unheated filament, hence less 
energy is lost in heat radiation and the efficiency of the filament is 
increaaed. 

As soon as incandescence is reached, the illumination increases 
much more rapidly than the emission of heat, hence the increase in 



Fig. 4. EScIency Curve for Incandescent Lamp. 

efficiency shown in Fig. 4. Were it not for the rapid disintegration 
of the carbon at high temperature, an efficiency higher than 3.1 watts 
could be obtained. 

By a special treatment of the carbon filaments, the nature of the 
carbon Is so changed that the filaments may be run at a higher tem- 
perature and the lamps still have a life comparable to that of the 3.1- 
watt lamp. Lamps using these special carbon filaments are known 
as gem metallized filament lamps, or merely as gem lamps, and they 
will be described more fully later. 

Relation of Life to Efficiency. Ordinary Carbon Lamp. By 
the useful life of a lamp is meant the length of time a lamp will bum 
before its candle-power has decreased to such a value that it would 
be more economical to replace the lamp with a new one than to con- 
tinue to use it at Its decreased value. A decrease to 80% of the initial 
. candle-power of carbon lamps is now taken as the point at which a 
lamp should be replaced, and the normal life of a lamp is in the 
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neighborhood of 800 hours. To obtain the most economical results, 
such lamps should always be replaced at the end of their useful life. 

In Table I are given values of eflSciency and life of a 3.5-watt, 
110-volt carbon lamp for various voltages impressed on the lamp. 
These values are plotted in Fig. 5. The curves show that a 3% 
increase of voltage on the lamp reduces the life by one-half, while an 
increase of 6% causes the usefuHife to fall to one-third its normal 
value. The effect is even greater when 3.1-watt lamps are used, but 
not so great with 4-watt lamps. From this we see that the regulation 
of the voltage used on the system must be very good if high eflSciency 
lamps are to be used, and this regulation will determine the eflSciency 
of the lamp to be installed. 

Selection of Lamps. Ordinary Carbon Type, Lamps taking 3.1 

watts per candle-power will give satisfaction only when the regulation 

of voltage is the best — practically a constant voltage maintained at the 

normal voltage of the lamp. 

TABLB I 

Effects of Chans:e in Voltage 

Standard 3. 5- Watt Lamp 



V OT.TAQE 

Per Cent, of 
Normal 


Oandle-Power 

Per Cent, of 

Normal 


Wattb Per 
Candle-Power 


Life Per Cent. 
OF Normal 


Deterioration 

Per Cent, of 

Normal 


90 


53 


5.36 






91 


56 


5.09 






92 


61 


4.85 






93 


65 


4.63 






94 


69 


4.44 


394 


2? 


95 


73 


4.26 


310 


32 


96 


78 


4.09 


247 


44 


97 


83 


3.93 


195 


51 


98 


88 


3.78 


153 


65 


99 


94 


3.64 


126 


79 


100 


100 


3.5 


100 


100 


101 


106 


3.38 


84 


118 


102 


111 


3.27 


68 


146 


103 


116 


3.16 


58 


173 


104 


123 


3.05 


47 


211 


105 


129 


2.95 


39 


253 


106 


137 


2.85 


31 


316 


107 


143 


2.76 


26 


380 


108 


152 


2.68 


21 


474 


109 


159 


2.60 


17 


575 


110 


167 


2.53 


16 


637 



Lamps of 3.5 watts per candle-power should be used when the 
regulation is fair, say with a maximum variation of 2% from the 
normal voltage. 
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urvea of EllkieQoy and Lite Ol Carbon Filiinient Lamp*. 



Lamps of 4 watts per candle-power should be installed ^hen the 
regulation b poor. These values are for 110-volt lamps. A 220-voIt 
lamp should have a lower eflaciency to give a long life. This is on 



account of the fact that, for the same candle-power, the 220-voIt lamp 
must be constructed with a filament which is long and slender com- 
pared to that of the 110-volt lamp, and if such a filament is run at a 
high temperature its life is short. The 220-volt lamp is used to some 
considerable extent abroad but it is not employed extensively in the 
United States. It is customary to operate such lamps at an efficiency 
of about 4 watts per candle-power. 
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Lamps should always be renewed at the end of their useful life, 
this point being termed the smasking-point, as it is cheaper to replace 
the lamp than to run It at the reduced candle-power. Some recom- 
mend running these tamps at a higher voltage, but that means at a 
reduced life, and it is not good practice to do this. 



Fig. 1. Eorlzonta] Distribution Curve for Single-Loop Filament. 

Fig. 6 shows the life curves of a series of incandescent tamps. 
These curves show that there is an increase in the candle-power of 
some of the lamps during the first 100 hours, followed by a period 
during which the value is fairly constant, after which the light given 
by the lamp is gradually reduced to about 80% of the initial candle- 
power. 
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Distribution of Light. In Fig. 1 are shown various forms of 
filaments used in incandescent lamps, and Figs. 7 and 8 show the dis- 
tribution of light from a single-loop filament of cylindrical cross- 
section. Fig. 7 shows the distribution of light in a horizontal plane, the 
lamp being mounted in a vertical position, and Fig. 8 shows the dis- 



Fig. 8. Vertical Distribution Curve tor Single-Loop Filament. 

tribution in a vertical plane. By chan^ng the shape of the filament^ 
the light distribution is varied. A mean of the readings taken In 
the horizontal plane forms the mean horizontal candle-power, and 
this candle-power rating is the one generally assumed for the ordinary 
incandescent lamp. A mean of the readings taken in a vertical plane 
gives U3 the mean vertical candle-power, but this value is of little use. 
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Mean Spherical Candle-Power. When comparing lamps which 
give an entirely diflerent light distribution, the mean horizontal 
candle-power does not form a proper basis for such compariiSon, and 
the mean spherical or the mean hemispherical candle-power is used 
instead. By mean spherical candle-power is meant a mean value of 
the light taken in all directions. The methods for determining this 
will be taken up under photometry. The mean hemispherical candle- 
power has reference, usually, to the light given out below the horizon- 
tal plane. 

The Qem Metallized Filament Lamp. When the incandescent 
lamp was first well established commercially, the useful life of a unit, 
when operated at 3.1 watts per candle, was about 200 hours. The 
improvements in the process of manufacture have been continuous 
from that time until now, and the useful life of a lamp operated at 
that efiiciency to-day is in the neighborhood of 500 hours. Experi- 
ments in the treatment of the carbon filament have led to the intro- 
duction of the gem metallized filament lamp. This lamp should not 
be confused with the metallic filament lamps, to be described later, 
because the material used is carbon, not a metal. As a result of 
special treatment the carbon filament assumes many of the character- 
istics of a metallic conductor, hence the term inetallized filament. 
The word graphitized has been proposed in place of metallized. 

TABLE II 
* Data on the Qem Metallized Filament Lamp 



Watts 


Horizontal 
C. P. 


Watts per 
Candle 


tSPHSRICAL 

Reduction 
Factor 


$ Useful 
Life 


10 


16 


2.5 


.816 


450 hrs. 


50 


20 


2.5 


.825 


450 " 


80 


32 


2.5 


.816 


450 " 


100 


40 


2.5 


t 


460 " 


125 


50 


2.5 


t 


450 " 


187.5 


75 


2.5 


t 


450 " 


250 


100 


2.5 


t 


450 " 



* These lamps are normally rated at three voltages, 114, 112, and 110 volts, but 
data referring to the highest voltage only are given. 

t By spherical reduction factor is meant the factor by which the horizontal candle- 
power must be multiplied to obtain the mean spherical candle-power. 

t The larger imits are almost invariably used with reflectors, hence no spherical 
reduction factor is given. 

$ The life of the lamps when operated at the lower voltage is increased to about 
950 hours, and the efficiency is changed to 2.83 watts per candle. 
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■When a filament, as treated in the ordinary manner, is run at a 
high temperature in a lamp there is no improvement of the filament, 
but it was discovered that, if the treated filaments were subjected to 
the extremely high temperature of the elective resistance furnace — 
3,000 to 3,700 degrees C. — at atmospheric pressure, the physical 
nature of the carbon was changed and the resulting filament could be 
operated at a higher temperature in the lamp and a higher efficiency. 



Fig. B. Typical Distribution Curves of Gem Lamp with DifTereut Types ol Reflectors. 

and still maintain a life comparable to that of a 3.1-watt lamp. This 
special heating of the filament, which is applied to the base filament 
before it is flashed, as well as to the treated filament, causes the cold 
resistance of the carbon to be very materially decreased and the fila- 
ment, as used in the lamp, has a positive temperature coefficient — 
rise in resistance with rise in temperature — a desirable feature from 
the standpoint of voltage regulation of the circuit from which the 
lamps are operated. The high temperature also results in the driving 
off of considerable of the material which, in the ordinary lamp, causes 
the globe to blacken after the lamp has been in use for some time. 
The blackening of the bulb is responsible to a considerable degree 
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for the decrease in candle-power of the incandescent lamp. The 
metallized filanaent lamp is operated at an efficiency of 2.5 watts per 
candle with a useful life of about 500 hours. The change in candle- 
power with change in voltage is less than in the ordinary lamp on 
account of the positive temperature coefficient of the filament. These 
lamp are not manufactured for very low candle-powers, owing to the 
difficulty of treating very slender fila- 
ments, but they are made in sizes con- 
suming from 40 to 250 watts. Table II 
gives some useful information in connec- 
tion with metallized filament lamps. The 
filaments are made m a variety of shapes 
and the distribution curves are usually 
modified in practice by the use of shades 
and reflectors. The general appearance 
of the lamp does not differ from that of 
the ordinary carbon lamp. Fig. 9 shows 
typical distribution curves of the metallized 
filament lamp as it Is installed in practice. 
Metallic Filament Lamps. The Tan- 
talum Lamp. The first of the metallic 
filament lamps to be introduced to any considerable extent com- 
mercially was the tantalum lamp. Dr. Bolton of the Siemens & 
Halske Company first discovered the methods of obtaining the pure 
metal tantalum. This metal is rendered ductile and drawn into 
slender filaments for incandes- 
cent lamps. Tantalum has a high 
tensile strength and high melting 
point, and tantalum filaments are 
operated at temperatures much 
higher than those used with the 
carbon filament lamp. On ac- 
count of the comparatively low ^'s* ^ 
specific resistance of this material 

the filaments for 110-volt lamps must be long and slender, and 
this necessitates a special form of support. Figs. 10, 11, and 12 
show some interesting views of the tantalum lamp and the fila- 
ment. This lamp is operated at the efficiency of 2 watts per 
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candle-power, with a life comparable to that of the ordinary lamp. 
By special treatment it is possible (o increase the resistance of the 
filaments so that they may be shorter and heavier than those used in 



Pig. 12. 
Appearance of Filament After Ulament Fratne Sbowlng 

HaviDg Betm Used. Broken Filameot. 

the first of the tantalum lamps. It should be noted that the life of 
this type of lamp on alternating-current circuits is somewhat uncer- 
tain; it is much more satisfactory for operation on direct-current 
circuits. Tables III and IV ^ve some general data on the tantalum 
lamp, and Figs, 13 and 14 show typical dbtribution curves for the 
units as installed at present. 



Data on Tantalum Lamp 

GENERAL ELECTRIC CO., MPTRS. 



SlIEO 


cBdlb 




EsTtU^ 


TED Life 










BEOOLltB 


Round 






ON D. C. 


40 watt 




2/* 


350 


800 


50 " 




2-A 


350 


800 














40 watt 


3i 


350 


800 




80 " 


3 


400 


800 
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TABLE IV 
Data on the Life of a 25-C. P. Unit 



No. or HODHS 


Bdhned 


Gandlg-Foweb 


W.^„„C.« 


... 







19.8 




2.17 




25 




23,6 




1,865 












1.90 




125 




22.3 




1.98 




225 




22.4 




1.96 




350 




22,3 




1.97 




450 




22.2 




1.98 








21.2 




3,05 




650 




19,6 




2.20 





F[^. 13. Vert[cal Distribution Curve Without Reflector. 

The Tungsten Lamp. Following closely upon the development 
of the tantalum lamp came the tungsten lamp. Tungsten possesses 
a very high melting point and an indirect method is employed in 
farming filaments for incandescent lamps. There are several of these 
methods in use. In one method a fine carbon filament is flashed in 
an atmosphere of tungsten oxychlorlde mixed with just the proper 
proportion of hydrogen, in which case the filament gradually changes 
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to one of tungsten. A second method consists of the use of powdered 
tungsten and some binding material, sometimes organic and in other 
cases metallic. The powdered tungsten is mixed with the binding 
material, the paste squirted into filaments, and the binding material is 
then expelled, usually by the aid of heat. Another method of manu- 
facture consists of securing tungsten in colloidal form, squirting it 




14. Distribution Curves tor Tantalum Lamp. No. 



into filaments, and then changing them to the metallic form by passing 
electric current through the filaments. 

The tungsten lamp has the highest eflSciency of any of the com- 
mercial forms of metallic filament lamps now in use, about 1.25 watts 
per candle-power when operated so as to pve a normal life, and lamps 
for 110-volt service and consuming but 40 watts have recently been 
put on the market. A 25-watt lamp for this same voltage appears to 
be a possibility. The units introduced at first were of high candle- 
power because of the di£Bculty of manufactiiring the slender filaments 
required for the low candle-power lamps. 
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The advantages of these metals, tantalum and tungsten, for 
incandescent lamps are in the improved efficiency of the lamps and 
the good quality of the light, white or nearly white in both cases. 
In either case the change in candle-power with change in voltage is 
less than the corresponding change in an ordinary carbon lamp. The 
disadvantage lies in the fact that the filaments must be made long and 
slender, and hence are fragile, for low candle-power imits to be used 



Fig. 16. Multiple Tun gstea Lamp. Fig. 16. Series Tungsten Lamp. 

on commercial voltages. In some cases tungsten lamps are con- 
structed for lower voltages and are used on commercial circuits through 
the agency of small step-down transformers. Improvements in the 
process of manufacture of filaments and of the method of their sup- 
port have resulted in the construction of 110-volt lamps for candle- 
powers lower than was once thought possible. Figs. 15 and 16 show 
the appearance of the tungsten lamp, and Figs. 17 and 18 give som^ 
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typical distribution curves. Tables V and VI give data on this lamp 
as it is manufactured at present. One very considerable application 



of the tungsten lamp is to incandescent street lighting on series cir- 
cuits, in which case the lamp may be made for a low voltage across 
its terminals and the filament may be made comparatively short and 




heavy. The tungsten lamp is also being introduced as a low voltage 
battery lamp. 

The Just lamp, the Z lamp, the Osram lamp, the Zircon-Wolfram 
lamp, the Oamin lamp, etc., are all tungsten lamps, the filaments 
being prepared by some of the general methods already described or 
modifications of them. 
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TABLE V 
Tungsten Lamps 

MULTIPLE 



Watts 


Volts 


Gandle- 

POWBR 


Watts 

PER 

c. p. 


Tip Candlb- 

POWER 


Spherical 

Reduction 

Factor 


40 
60 


100 

2. 

125 


32 
40 


1.25 
1.25 


5 
5.6 


76.3 
76.3 



TABLB VI 
Tungsten Lamps 

SERIES 



Amperes 


Volts 


Candle-Poweb 


Watts per C. P. 




4 


13.5 
20.25 


40 
60 


1.35 




5.5 


9.8 
14.7 


40 
60 


1.35 




6.6 


8.2 
12.3 


40 
60 


1.35 




7.5 


7.2 


40 


1.35 






10.8 


60 


' 



The Osmium Lamp, Very eflScient incandescent lamps have 
been constructed using osmium for the filament. An indirect method 
is resorted to in the formation of these .filaments. Osmium lamps 
have not been successful for commercial voltages because the fila- 
ment is too fragile if it is made to have a high resistance, so these 
lamps must be operated in series or through the agency of reducing 
transformers if they are to be applied to 110-volt circuits. At 25 
volts, lamps are constructed giving an efficiency of about 1.5 watts per 
candle-power with a life comparable to that of a 3.5-watt carbon lamp. 
Owing to the introduction of the tungsten lamp, the osmium lamp 
will probably never be used to any great extent. 

Other Metallic Filam£rU Lamps. Table VII gives the melting 
points of several metals which are highly refractory and those already 
mentioned are not the only ones which have been successfully used 
in incandescent lamps. Titanium, zirconium, iridium, etc., have 
been successfully employed, but the tantalum and tungsten lamps are 
the only ones which are used to any extent in the United States. 
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TABLE VII 
Melting Point of Some Metals 



He»i. 


Affeo.imate Meltinq Point 

IN DEaREEB C. 


Tungsten 


3080-3200 


Titanium 


3000 


Tantalum 


2900 


Osmium 






1776 


Zirconium 


1600 






Carbon (not a metal) 


3000 



The Helion Lamp. The helion lamp, which gives considerable 
promise of commercial development, is a compromise between the 
carbon lamp and the metallic filament lamp. A slender filament of 
carbon is flashed in a compound of silicon (gaseous state) and a fila- 
ment composed of a carbon core more or 
less impregnated with silicon and coated 
with a metallic layer is formed. TTie 
emissivity of such a filament is high, the 
light is white in color, and the filament is 
strong. The eflSciency of the helion fila- 
ment as far as it has been developed is 
higher than that of a carbon filament 
when operated at the same temperature. 
At 1,500 degrees C. the eflSciency of the 
helion filament is 2.15 watts per candle- 
power, while for a carbon filament it is 
about 3.5 watts per candle-power. Fila- 
ments of this type have been made which 
may be heated to incandescence in open 
air without immediate destruction. This 
lamp is not yet on the market. 

The Nemst Lamp. The Nemst lamp 
is stilt another form of incandescent 
lamp, several types of which are shown in Figs. 19, 20, 21, and 22. 
This lamp uses for the incandescent material certain oxides of the 
rare earths, the oxides being mixed in the form of a paste, then 
squirted through a die into a string which is subjected to a roast- 
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ing process forming the filament or glower material of the lamp as 
represented by the lower white line in Fig. 23. The more recent 
glowers are made hollow instead of solid. The glowers are cut to 
the desired length and platinum ter- 
minals attached. The attachment 
of these terminals to the glowers is 
an important process in the manu- 
facture of the lamp. The recent 
discovery of additional Oxides has 
led to the construction of glowers 
which show a considerable gain in 
efficiency over those previously used. 
The glowers are heated to incan- 
descence in open air, a vacuum not 
being required. 
As the glower is a non-conductor 
■jIHniZIIll when cold, some form of heater is 

I H— Hl-H h\ necessary to bring it up to a tem- 

y EJ^MbB I iV perature at which it will conduct. 

*■ -* >- ^ Two forms of heater have been 

used. One of them consbts of a 
porcelain tube shown just above 
the glower, Fig. 23, about which a 
fine platinum wire is wound; the 
wire is in turn coated with a cement. 
Two or more of these tubes are 
mounted directly over the glower, or 
glowers, and serve as a reflector 
as well as a heater. The second 
form of heater consists of a slender 
rod of refractory material about 
which a platinum wire is wound, 
the wire again being covered with 
a cement. This rod is then formed into a spiral which surrounds the 
glower in the vertical glower type, or is formed into the wafer heater, 
Fig. 24, now universally employed in the Westinghouse Nernst lamp 
with horizontal glowers. The wafer heater is bent so that it can be ■ 
mounted with several sections parallel to the glower or glowers. 
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The heating device is connected across the circuit when the lamp 
is first turned on, and it must be cut out of circuit after the glowers 
become conductors in order to save the energy consumed by the 



Fig. 21. Bectl<niBl Views o{ fttngle-Glower Westlnghouse Nernst Lamp. 

heater and to prolong the life of the heater. The automatic cvt-oni 
is operated by means of an electromagnet so arranged that current 
flows through this magnet as soon as the glower becomes a conductor, 
and contacts in the heater circuit 
are opened by this magnet. The 
contacts in the heater circuit are 
kept normally closed, usually by the 
force of gravity. 

The conductivity of the glower 
increases with the increase of tem- 
perature — the material has a nega- 
tive temperature coefficient — hence 
if it were used on a constant poten- 
tial circuit directly, the current 
and temperature would continue 

to rise until the glower was de- „ 

° Fig. 22, Westinghouse Necnst Screw 

stroyed. To prevent the current Burner. 
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from increasing beyond the desired value, a ballast resistance is 

used in series with the glower. As is well known, the resistance of 

iron wire increases quite rapidly with increase in temperature, and 

the resistance of a fine pure iron wire 

is so adjusted that the resistance of the 

combined circuit of the glower and the 

ballast becomes constant at the desired 

temperature of the glower. The iron 

wire must be protected from the wr 

to prevent oxidization and too rapid 

temperature changes, and, for this 

reason, it is mounted in a glass bulb 

filled with hydrogen. Hydrogen has 

been selected for this purpose because 

Fig. 23. WestinghouBe Nvnst Screw it is an inert gas and conducts the heat 

Tubular Heater. bulb better than other gases which 

might be used. 

All of the parts enumerated, namely, glower, heater, cut-out, and 

ballast, are mounted in a suitable manner; the smaller lamps have but 

one glower and are arranged to fit in an incandescent lamp socket, 

while the larger types are constructed at present with four glowers 



Fig. 24. Wafer Heater and Mountlns. 



and are arranged to be supported in special fixtures, or the same as 
small arc lamps. All parts are mechanically arranged so that renew- 
als may be easily made when necessary and it is not possible to insert 
a part belonging to one type of lamp into a lamp of a different type. 
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The advantages claimed for the Nernst lamp are: High effi- 
ciency; a good color of light; a good distribution of light without the 
use of reflector.5; a long life with low cost of maintenance; and a 
complete series of sizes of units, * 

thus allowing its adaption to prac- 
tically all classes of illumination. 

The lamp is constructed for 
both direct- and alternating-current i 

service and for 110 and 220 volts. ' 

When the alternating-current lamp 
is used on a 110-volt circuit a small 
transformer, commonly called a 
converter coil, Fig. 25, is utilized to 
raise the voltage at the lamp tei^ *^' ' 

minals to about 220 volts. 

Data on the Nernst lamp in its present form are given in Table 
VIII, and Figs. 26 and 27 show the form of distribution curves. 

TABLE VIII 
Oenerai Data on the Nernst Lamp 



Lahp 




Cdsbbkt 


M*x. 


M»H 










A««««, 


FOWEB 






jhomTmt 


66 


110 
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132 
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220 


1.2 
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156 


114 


1.2 




2S4 


220 


1.2 


345 


231 


1.2 


Z-Olowerijp 


396 


220 


1.8 


528 


359 


1.16 


S-Glower or 


528 


220 


2,4 


745 


504 


1.09 


4-Glo.., "•<'• 



Comparison of the Different Types of Incandescent Lamps. A 

direct comparison of the different types of incandescent lamps can- 
not be made but it is desirable at this time to note the following points: 
The lamps which are considered commercial in the United States 
at the present time are the carbon, gem, tantalum, tungsten, and 
Nernst lamp. The efficiencies ordinarily accepted run in the order 
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given, approximately 3.1, 2.5, 2, L25, and L2 watts per candle respec- 
tively. The figure of L2 watts per candle for the Nernst lamp is 
based upon the mean hemispherical candle-power and it should not 
be compared directly with the other eflBciencies. The color of the 
light in all of the above cases is suitable for the majority of classes of 
illumination, the light from the higher eflSciency units being some- 
what whiter than that from the carbon lamp. All of these lamps are 
constructed for commercial voltages and for either direct or alternating 
current. The use of the tantalum lamp on alternating current is not 




Fig. 26. Distribution Curve of 132- Watt Type Westinghouse Nemst Lamp. 

Single Glower. 



always to be recommended as the service is unsatisfactory in some 
cases. The minimum size of units for 110 volts is about 4 candle- 
power for the carbon lamp, 20 candle-power for the metallic filament 
lamp, and 50 candle-power (mean hemispherical) for the Nernst 
lamp. Some of the miiefeillic filament lamps are constructed for a 
consumption of as high as 250 watts, while the largest size of the 
Nernst lamp uses 528 watts. The light distribution of any of the 
units is subject to considerable variation through the agency of re- 
flectors, but the Nernst lamp is ordinarily, installed without a reflec- 
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tor. Practically all of the other units of high candle-power use re- 
flectors and only a few of the typical curves of light distribution curves 
with reflectors have been shown in connection with the description 
of the lamps. The life of all of the commercial lamps described is 
considered as. satisfactory. The minimum life is seldom less than 
500 hours and the useful life is generally between 500 and 1,000 hours. 
On account of the slender filaments employed in the metallic filament 




60* 75^ 90* 75* 60* 

Fiff. 27. Distribution of light from Multiple-Glower Westinghouse Nemst Lamps with 

8' Clear Globes. No. 1, 2 Glower; No. 2, 3 Glower; No. 3, 4 Glower. 

lamps they are not made for low candle-powers at commercial vol- 
tages. The introduction of transformers for the purpose of changing 
the circuit voltage to one suitable for low candle-power units has not 
become at all general as yet in this country. 

SPECIAL LAMPS 

The Mercury Vapor Lamp. The mercury vapor lamp in this 
country is put on the market by the Cooper-Hewitt Electric Company 
and it is being used to a considerable extent for industrial illumination. 
In this lamp mercury vapor, rendered incandescent by the passage 
of an electric current through it, is the source of light. In its standard 
form this lamp consists of a long glass tube from which the air has 
been carefully exhausted, and which contains a small amount of 
metallic mercury. The mercury is held in a large bulb at one end of 
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the tube and forms the negative electrode in the direct-current lamp. 
The other electrode is formed by an iron cup and the connections 
between the lamp terminals and the electrodes are of platinum where 
this connection passes through the glass. Fig. 28 gives the general 
appearance of a standard lamp having the following specifications: 
Total watts (110 volts, 3.5 amperes) = 385 
Candle-power (M. H. with reflectori = 700 
Watts per candle = 0.55 
Length of tube, total = 55 in. 
Length of light-giving section = 45 in. 
Diameter of tube = 1 in. 

Height from lowest point of lamp to ceiling plate =22 in. 
For 220-volt service two lamps are connected in series. 
The mercury vapor, at the start, may be formed in two ways: 
First, the lamp may be tipped so that a stream of mercury makes 
contact between the two elec- 
trodes and mercury is vaporized 
when the stream breaks. Second, 
by means of a high inductance 
and a quick break switch, a very 
high voltage sufficient to pass a 
current from one electrode to the 
other through the vacuum, is in- 
duced and the conducting vapor 
b formed. The tilting method of starting is preferred and thb 
tilting is brought about automatically in the more recent types of 
lamp Fig. 29 shows the connections for automatically starting two 
lam|)S in series. A steadying resistance and reactance are connected 
as shown in this figure. 

The mercury vapor lamp is constructed in rather large units, 
the 55-volt, 3.5-ampere lamp being the smallest standard size. The 
color of the light emitted is objectionable for some purposes as there 
is an entire absence of red rays and the light is practically ■monochro- 
matic. The illumination from this type of lamp is excellent where 
sharp contrast or minute detail is to be brought out, and this fact 
has led to its introduction for such classes of lighting as silk mills and 
cotton mills. On account of its color the application of this lamp is 
limited to the lighting of shops, offices, and drafting rooms, or to di»- 
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play windows where the goods shown will not be changed in appear- 
ance by the color of the light. It is used to a considerable extent in 
photographic work on account of the actinic properties of the light. 
Special reactances must be provided for a mercury arc latDp operating 
on single-phase, alternating-current circuits. 

The Moore Tube Light. The Moore light makes use of the 
familiar Geissler tube discharge — discharge of electricity through a 
vacuum tube — as a source of illumination. The practical application 
of this dischai^ to a system of lighting has involved a large amount 



Fig. 29. Wiring DBikgr&m. Two H Automatic Lamps in Series. 

of consistent research on the part of the inventor and it has now been 
brought to such a stage that several installations have been made. 
The system has many interesting features. 

In the normal method of installation, a glass tube 1| inches in 
diameter is made up by connecting standard lengths of glass tubing 
together until the total desired length is reached, and this continuous 
tube, which forms the source of light when in operation, is mounted 
in the desired position with respect to the plane of illumination. In 
many cases the tube forms a large rectangle mounted just beneath 
the ceiling of the room to be lighted. The tube may be of any reason- 
able length, actual values running from 40 to 220 feet. In order to 
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provide an electrical discharge through this tube it is customary to 
lead both ends of the tube to the high tension terminals of a trans- 
former, the low tension side of which may be comiected to the alter- 
nating-current lighting mains. This transformer is constructed so 
that the high tension terminals are not exposed and the current is 
led into the tube by means of platinum wires attached to carbon 
electrodes. The electrodes are about eight inches in length. The 
ends of the tube and the high tension terminals are enclosed in a steel 
casing so as to effectually prevent anything from coming in contact 
with the high potential of the system. As stated, the low tension side 

of the trans- 
former is con- 
nected to the 
usual 60-cycle 
lighting mains. 
If direct current 
:ribution, a motor- 
>r fumbhing alter- 
to the primary of 
: is required. Any 
a 60 cycles up is 
operation of these 
•r frequencies there 

Fig. 30, Diagram Showing Essential is some appreciable variation of 
FeaturaeottheMooreLiftht. 1. Light- ., ,. ,. .,, , ,-, ,i_ j 
ing Tube: 2. Transtormw Case; the light enutted. One Other de- 

3. Lamp Tennlnab; 4. Trans- ^f^ jg nCCeSSarV for the Suitable 

lonoeriS, 8, 7, 8, Regulators, _ . , . , ,,- t 

operation of this form of light and 

this is known as the regulator. In order to maintain a constant pres- 
sure inside the tube, and such a constant pressure is necessary for 
its satisfactory operation, there must be some automatic device which 
will allow a small amount of gas to enter the tube at intervab while 
it is in operation. The regulator accomplishes this purpose. Fig. 
30 shows a diagram of the very simple connections of the system and 
gives the relative positions occupied by tiie transformer, tube, and regu- 
lator. Fig. 31 gives an enlarged view of the regulator, a description 
of which and its method of operation is given as follows: 

A piece of J-inch glaes tubing is supported vertically and its bottom end 
is contracted inio a j-inch glass tube which extends to the main lighting tube. 
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At the point of contraction at the bottom of the J-inch tube there is eealed 
by means of cement a i-inch carbon plug, the porosity of which is not great 
enough to atlow mercury to percolate through it but which will permit gases 
easily to puss, due to the high vacuum of tlie 
lighting tube connected to the lower end of the 
plug, and approximately atmospheric pressure 
above it. This carbon plug is noriually coeq- 
pletely covered with what would correspond to 
a thimbleful of mercury which simply seals the 
pores of the carbon plug, and therefore has 
nothing whatever to do with the conducting 
properties of the gas in the main tube which 
produces the light. Partly immersed in the 
mercury and concentric with the carbon plug, 
is another smaller and movable glass tube, the 
upper end of which is filled with soft iron wire, 
which acts as the core of a small solenoid con- 
nected in series with the transformer. The 
action of the solenoid is to lift the concentric 
glass tube j)artly out of the mercury, the sur- 
face of which talis and thereby causes the 
minute tip of the conical shaped carbon plug 
to be slightly exposed for a second or two. 

This exposure is sufficient to allow 
a small amount of gas to enter the tube, 
the current decreases slightly, and the 
carbon plug is again sealed. The process 
above described takes place at intervals 
of about one minute when the tube is in 
operation. 

The color of the light emitted by the 
tube depends upon the gas used in it. 
The regulator is fitted with some chem- 
ical arrangement whereby the proper gas 
is admitted to it when the tube is in opera- 
tion. Nitrogen is employed when the tube 
^ves the highest efficiency and the light 
emitted when this gas is used is yellowish 
in color. Air gives a pink appearance to 
the tube and carbon dioxide is employed when a white light is desired. 

Table IX gives general data on the Moore tube light. The 
advantages claimed for this light are: High eflSciency, good color, and 
low intrinsic brilliancy. 
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TABLE IX 
Data on the Moore Tub« Light 
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Oapiciti 


POVEB FaCTOB 
OF ClECDIT 


TOLTAOI IT LilW TlBlUHUa 


40-70 ft. 

80-126" 
130-180 " 
190-220" 


2 kw. 
2.76 " 

3.5 " 

4.6 " 


65-84% 


3,146 tor 40-tt. tube, at 
12 hefneni per ft. 

12.441 tor 220-ft. tube, at 
12 hefuen per ft. 



Prenure In tube, about A mm. of mercuc;. 

Watts per hefner, 3,2 For 20-fi»t tube iacludlng traiuformer. 

Watta per belnar, 1.4 for ISO-toot tube Including truu[o.iiier. 

Hefner per foot, oonnttl. 12. 

Kole that one hefnef SQualB O.SS candle-power. 



ARC LAMPS 

The Electric Arc. Suppose two carbon rods are connected in 
an electric circuit, and the circuit closed by toucliing the tips of these 
rods together; on separating the carbons again the circuit will not 
be broken, provided the space between the carbons be not too great, 
but will be maintained through the arc 
formed at these points. This phenom- 
enon, which b the basis of the arc 
■^ light, was first observed on a lai^ scale 
[: by Sir Humphrey Davy, who used a 
battery of 2,000 cells and produced an 
arc between charcoal points four inches 
apart. 

As the incandescence of the carbons 
across which an arc is maintained, to- 
gether with the arc itself, forms the 
source of light for a large portion of arc 
Pig, 32. The Electric Arc between Jamps, it will be wel! to Study the 
Oarbm TermlnaU, - . -n- ^ , . 

nature of the arc. Fig. 32 shows the 

general appearance of an arc between two carbon electrodes when 
maintained by direct current. 
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Here the current is assumed as passing from the t©p carbon to 
the bottom one as indicated by the arrow and signs. We find, in the 
direct-current arc, that the most of the light issues from the tip of the 
positive carbon, or electrode, and this portion is known as the crater 
of the arc. This crater has a temperature of from 3,000° to 3,500° C, 
the temperature at which the carbon vaporizes, and gives fully 80 to 
85% of the light furnished by the arc. The negative carbon becomes 
pointed at the same time that the positive one is hollowed out to form 
the crater, and it is also incandescent but not to as great a degree as 
the positive carbon. Between the electrodes there is a band of violet 
light, the arc proper, and this 
is surrounded by a luminous 
zone of a golden yellow color. 
The arc proper does not fur- 
nish more than 5% of the light 
emitted when pure carbon 
electrodes are used. 

[^ The carbons are worn 
away or consumed by the 
passage of the current, the 
positive carbon being con- 
sumed about twice as rapidly 
as the negative. 

The light distribution 
curve of a direct-current arc, 
taken in a vertical plane, is 
shown in Fig. 33. Here it is seen that the mpimum amount of light 
is given off at an angle of about 50° from the vertical, the negative 
carbon shutting off the rays of light that are thrown directly down- 
ward from the crater. 

If alternating current is used, the upper carbon becomes positive 
and negative alternately, and there is no chance for a crater to be 
formed, both carbons giving off the same amount of light and being 
consumed at about the same rate. The light distribution curve of 
an alternating^urrent arc is shown in Fig. 34. 

Arc-Lamp Mechanisms. In a practical lamp we must have not 
only a pair of carbons for producing the arc, but also means for sup- 
porting these carbons, together with suitable arrangements for leading 




Fig. 33. Distribution Curve tor D. C. Arc 
Lamp (Vertical Plane) . 
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the current to them and for maintaining them at the proper distance 
apart. The carbons are kept separated the proper distance by the 
operating mechanisms which must perform the following functions : 

1. The carbons must be in contact, or be brought into contact, to start 
the arc when the current first flows. 

2. They must be separated at the right distance to form a proper arc 
immediately afterward. 




Fig. 34. Distribution Curve for A. 0. Arc Lamp (Vertical Plane). 

3. The carbons must be fed to the arc as they are consumed. 

4. The circuit should be open or closed when the carbons are entirely 
consumed, depending on the method of power distribution. 

The feeding of the carbons may be done by hand, as is the case 
in some stereopticons using an arc, but for ordinary illumination the 
striking and maintaining of the arc must be automatic. It is made 
so in all cases by means of solenoids acting against the force of gravity 
or against springs. There are an endless number of such mechanisms. 
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but a few only will be described here. They may be roughly divided 
into three classes: 

1. Shunt mechanisms. 

2. Series mechanisms. 

3. Differential mechanisms. 

Shunt Mechanisms. In shunt lamps, the carbons are held apart 
before the current is turned on, and the circuit is closed thro^igh a 
solenoid connected in across the 
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gap so formed. All of the cur- 
rent must pass through this coil 
at first, and the plunger of the 
solenoid is arranged to draw the 
carbons together, thus starting 
the arc. The pull of the solenoid 
and that of th^ springs are ad- 
justed to maintain the arc at its 
proper length. 

Such lamps have the disad- 
vantage of a high resistance at 
the start— 450 ohms or more — 
and are diflScult to start on series 
circuits, due to the high voltage 
required. They tend to maintain 
a constant voltage at the arc, but 
do not aid the dynamo in its 
regulation, so that the arcs are 
liable to be a little unsteady. 

Series Mechanisms. With 
the series-lamp mechanism, the 
carbons are together when the lamp is first started and the current, 
flowing in the series coil, separates the electrodes, striking the arc. 
When the arc is too long, the resistance is increased and the current 
lowered so that the pull of the solenoid is weakened and the carbons 
feed together. This type of lamp can be used only on constant- 
potential systems. 

Fig. 35 shows a diagram of the connection of such a lamp. This 
diagram is illustrative of the connection of one of the lamps manu- 
factured by the Western Electric Company, for use on a direct-current, 




Fig. 35. Series Meclianism for D. O. 
Arc Lamp. 
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constant-potential system. The symbols + and - refer to the termi- 
nals of the lamp, and the lamp must be so connected that the current 
flows from the top carbon to the bottom one. fi is a series resistance, 
adjustable for different voltages by means of the shunt G. F and D 
are the controlling solenoids connected in series with the arc. B and 
C are the positive and negative carbons respectively, while A is the 
switch for turning the current on and off. H is the plunger of the 
■ solenoids and 7 the carbon clutch, 
this being what is known as a 
carbon-feed lamp. The carbons 
are together when A is first closed, 
the current is excessive, and the 
plunger is drawn up into the so- 
lenoids, lifting the carbon B until 
the resistance of the arc lowers the 
current to such a value that the 
pull of the solenoid just counter- 
balances the weight of the plunger 
and carbon. G must be so adjusted 
that this point is reached when the 
arc is at its normal length. 

Differential Mechanisms. In 
the differential lamp, the series and 
shunt mechanisms are combined, 
the carbons being together at the 
start, and the series coi! arranged 
so as to separate them while the 
shunt coil is connected across- the 
arc, as before, to prevent the carbons from being drawn too far apart. 
This lamp operates only over a low-current range, but it tends to aid 
the generator in its regulation. 

Fig. 36 shows a lamp having a differential control, this also being 
the diagram of a Western Electric Company arc lamp for a direct- 
current, constant-potential system. Here S represents the shunt coil 
and M the series coil, the armature of the two magnets A and A' being 
attached to a bell-crank, pivoted at B, and attached to the carbon 
clutch C. The pull of coil S tends to lower the carbon while that of 
M raises the carbon, and the two are so adjusted that equilibrium is 



Fig. 36. 
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reached when the arc is of the proper length. All of the lamps are 
fitted with an air dashpot, or some damping device, to prevent too 
rapid movements of the working parts. 

The methods of supporting the carbons and feeding them to 
the arc may be divided into two classes: 

1. Rod-feed mecbanism. 

2. Carbon-feed mechanisni. + — 

Rod-Feed Mechanism. 
Lamps using a rod feed have 
the upper carbons supported 
by a conducting rod, and the 
regulating mechanism acts on 
this rod, the current being ted 
to the rod by means of a sliding 
contact. Fig. 37 shows the ar- 
rangement of this type of feed. 
The rod is shown at R, the 
sliding contact at B, and the 
carbon is attached to the rod 
atC. 

These lamps have the ad- 
vantage that carbons, which 
do not have a uniform cross- 
section or smooth exterior, may 
be used, but they possess the 
disadvantage of being very 
long in order to accommodate 
the rod. The rod must also be 
kept clean so as to make a 
good contact with the brush. 

Carbon-Feed Mechanism. In carbon-feed lamps the controlling 
mechanism acts on the carbons directly through some form of clutch 
such as is shown at C in Fig. 38. This clamp being lifted grips the 
carbon, but allows the carbon to slip through it when the tension 
is released. For this type of feed the carbon must be straight and 
have a uniform cross-section as well as a smooth exterior. The 
current may be led to the carbon by means of a flexible lead and a 
short carbon holder 



Fig. 37. Btxl'Feed Mechanism. 
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TYPES OF ARC LAMPS 



Arc lamps are constructed to operate on direct-current or alter' 
nating-curre-ni systems when connected in series or in multiple. They 
are also made in both the open and the enclosed forms. 

By an open arc is meant an arc lamp in which the arc is exposed 
to the atmosphere, while in the enclosed are an inner or eoclosing 



Fig, 38. Enclosed Arc lamp with Cbiixm-Peed Mechanism. 

globe surrounds the arc, and this globe is covered with a cap which 
renders it nearly air-tight. Fig. 38 is a good example of an enclosed 
arc as manufactured by the General Electric Company. 

Direct-Current Arcs. Open Types of Arcs for direct-current 
systems were the first to be used to any great extent. When used 
they are always connected in series, and are run from some form of 
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special arc machine, a description of which may be found in "Types 
of Dynamo Electric Machinery." 

Each lamp requires in the neighborhood of 50 volts for its opera- 
tion, and, since the lamps are connected in series, the voltage of the 
system will depend on the number of lamps; therefore, the number 
of lamps that may be connected to one machine is limited by the 
maximum allowable voltage on that machine. By special construction 
as many as 125 lamps are run from one machine, but even this size 
of generator is not so efficient as one of greater capacity. Such gen- 
erators are usually wound for 6.6 or 9.6 amperes. Since the carbons 
are exposed to the air at the arc, they are rapidly consumed, requiring 
that they be renewed daily for this type of lamp. 

Doyble-carbon arcs. In order to increase the life of the early 
form of arc lamp without using too long a carbon, the double-carbon 
type wa;s introduced. This type uses two sets of carbons, both sets 
being f e^ by one mechanism so arranged that when one pair of the elec- 
trodes i^ consumed the other is put into service. At present nearly 
all forn^ of the open arc lamp have disappeared on account of the 
better service rendered by the enclosed arc. 

Enclosed arcs for series systems are constructed much the same 
as the qpen lamp, and are controlled by either shunt or differential 
mechanjsm. They require a voltage from 68 to 75 at the arc, and are 
usually constructed for from 5 to 6.8 amperes. They also require a 
constant-current generator or a rectifier outfit if used on alternating- 
current circuits. 

Cor\stant'fotential arcs must have some resistance connected in 
series with them to keep the voltage at the arc at its proper value. 
This resistance is made adjustable so that the lamps may be used on 
any circuit. Its location is clearly shown in Fig. 38, one coil being 
located above, the other below the operating solenoids. 

Alternating-Current Arcs. These do not differ greatly in con- 
struction from the direct-current arcs. When iron or other metal 
parts arp used in the controlling mechanism, they must be laminated 
or so cqnstructed as to keep down induced or eddy currents which 
might b^ set up in them. For this reason the metal spools, on which 
the solejioids are wound, are slotted at some point to prevent them 
from forming a closed secondary to the primary formed by the solen- 
oid winding. On constant-potential circuits a reactive coil is used 
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in place of a part of tlie resistance for cutting down the voltage at the 
arc. 

Interchangeable Arc. Interchangeable arcs are manufactured 
which may be readily adjusted so as to operate on either direct or 
alternating current, and on voltages from 110 to 220. Two lamps 
may be run in series on 220-volt circuits. 

The distribution of light, and the resulting illumination for the 
different lamps just considered, will be taken up later. Aside from 
the distribution and quality of light, the enclosed arc has the advan- 
tage that the carbons are not consumed so rapidly as in the open lamp 
because the oxygen is soon exhausted from the inner globe and the 
combustion of the carbon is greatly decreased. They will bum 
from 80 to 100 hours without retrimming. 
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Rating of Arc Lamps. Open arcs have been classified as 
follows; 
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Full Arcs, 2,000 candle-power taking 9.5 to 10 amps, or 450-480 watts. 
Half Arcs, 1,200 candle-power taking 6.5 to 7 amps, or 325-350 watts. 

These candle-power ratings are much too high, and run more 
nearly 1,200 and 700, respectively, for the point of maximum intensity 
and less than this if the mean spherical candle-power be taken. For 
this reason, the ampere or watt rating is now used to indicate the 
power of the lamp. It is now recommended that specifications for 
street lighting should be based upon the illumination produced. This 
point is considered later under the topic of street lighting. Enclosed 
arcs use from 3 to 6.5 amperes, but the voltage at the arc is higher 
than for the open lamp. Table X gives some data on enclosed arcs 
on constant-potential circuits. 

Efficiency. The efficiency o: arc lamps is given as follows: 

Direct-Current Arc (enclosed) 2.9 watts per candle-power. 
Alternating-Current Arc (enclosed) 2.95 watts per candle-power. 
Direct-Current Arc (open) .6-1.25 watts per candle-power. 

Carbons for Arc Lamps. Carbons are either moulded or forced 
from a product known as petroleum coke or from similar materials 
such as lampblack. The material is thoroughly dried by heating to a 
high temperature, then ground to a find powder, and combined with 
some substance such as pitch which binds the fine particles of carbon 
together. After this mixture is again ground it is ready for moulding. 
The powder is put in steel moulds and heated until it takes the form 
of a paste, when the necessary pressure is applied to the moulds. For 
the forced carbons, the powder is formed into cylinders which are 
placed in machines which force the material through a die so arranged 
as to give the desired diameter. The forced carbons are often made 
with a core of some special material, this core being added after the 
carbon proper has been finished. The carbons, whether moulded 
or forced, must be carefully baked to drive off all volatile matter. 
The forced carbon is always more uniform in quality and cross- 
section, and is the type of carbon which must be used in the carbon- 
feed lamp. The adding of a core of a different material seems to 
change the quality of light, and being more readily volatilized, keeps 
the arc from wandering. 

Plating of carbons with copper is sometimes resorted to for 
moulded forms for the purpose of increasing the conductivity, and, 
by protecting the carbon near the arc, prolonging the life- 
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Porcelain 



The Flaming Arc. In the carbon arc the arc proper gives out 
but a small percentage of the total amount of light emitted. In order 
to obtain a light in which more of the source of luminosity is in the 
arc itself, experiments have been made with the use of electrodes im- 
pregnated with certain salts, as well as with electrodes of a material 
different than carbon. The result of these experiments has been to 
place upon the market the flaming arc lamps and the luminous arc 
lamps — ^lamps of high candle-power, good efficiency, and giving vari- 
ous colors of light. These lamps may be put in two classes : One class 
uses carbon electrodes, these electrodes being impregnated with certain 

salts which add luminosity to the 
arc, or else fitted with cores which 
contain the required material; 
the other class covering lamps 
which do not employ carbon, the 
most notable example bieing the 
magnetite arc which uses a copper 
segment as one electrode and a 
magnetite stick as the other 
electrode. 

Flaming arcs of the first class 
are made in two general types: 
One in which the electrodes are 
placed at an angle, and the other in which the carbons are placed 
one above the other as in the ordinary arc lamp. The term lumi- 
nous arc is usually applied to arcs of the flaming type in which the 
electrodes are placed one above the other. The minor modifications 
as introduced by the various manufacturers are numerous and include 
such features as a magazine supply of electrodes by which a new pair 
may be automatically introduced when one pair is consumed; feed 
and control mechanisms; etc. The flaming arc presents a special 
problem since the vapors given off by the lamp may condense on the 
glassware and form a partially opaque coating, or they may interfere 
with the control mechanism. 

Bremer Arc. The Bremer flaming arc lamp was introduced 
commercially in 1899, and since some of its principles are incorporated 
in many of the lamps on the market to-day, it will be briefly described 
here. The diagram shown in Fig. 39 illustrates the main features of 
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Fig. 39. Diagram of Bremer Flaming Arc. 
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this lamp. The electrodes are mounted at an angle and an electro- 
magnet is placed above the arc for the purpose of keeping the arc from 
creeping up and injuring the economizer, and also for the purpose of 
spreading the arc out and increasing its surface. The vapor from 
the arc is condensed on the economizer and this coating acts as a re- 
flector, throwing the light downward. The economizer serves to 
limit the air supplied to the arc and thus increases the life of the elec- 
trodes. The inclined position of the carbons was su^;ested by the 
fact that in the impregnated carbons a slag was formed which gave 
trouble when the electrodes were mounted in the usual manner. By 
using the electrodes in 
this position there is little 
if any obstruction to the 
light which passes di- 
rectly downward from 
the arc. 

Bremer's original 
electrodes contained 
compounds of calcium, 
strontium, magnesium, 
etc., as well as boracic 
acid. Electrodes as em- 
ployed in the various 
lamps to-day differ 

greatly in their make-up. Rg, ^o. Distolbutton Curves at a Luminous Are. 
Some use impregnated 

carbons, others use carbons with a core containing the flaming ma- 
terials, and metallic wires are added in some cases. The life of 
electrodes for flaming lamps is not great, depending upon their length 
and somewhat upon the type of lamp. The maximum life of the 
treated carbons is in the neighborhood of 20 hours. 

The color of the light from the flaming arc is yellow when cal- 
cium salts are used as the main impregnating compound, and the 
majority of the lamps installed use electrodes giving a yellow light. 
By employing more strontium, a red or pink light is produced, while 
if a white light is wanted, barium sails are used. Calcium gives the 
most efficient service and strontium comes between this and barium. 
The distribution curves in Fig. 40 illustrate the relative economies 
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of the different materials. Modem electrodes contain not more than 
15% of added material and it is customary to find the salts applied 
as a core to the pure carbon sticks. The electrodes are made of a 
small diameter in order to maintain a steady light and this partially 
accounts for their short life. 

The feeding mechanisms employed differ greatly. They may be 
classified as: Clock, gravity-feed, clutch, motor, and hot-wire mech- 
Fig. 41 illustrates a clock mechanism. This is a dif- 
ferential mechanism in which the 
shunt coils act to release a detent / 
which allows the electrodes to feed 
down and when they come in con- 
tact the series coils separate them 
to the proper extent for maintaining 
a suitable arc. In the gravity feed 
an electromagnet is used to operate 
one carbon in springing the arc and 
the other carbon is fed by gravity, 
it being prevented from dropping 
too far by means of a special rib 
formed on the electrode which comes 
in contact with a part of the lamp 
structure. Gravity feed is also em- 
ployed in the clutch mechanism but 
here the carbons are held in one 
position by an electrically operated 
clutch which releases them only when 
the current is sufficiently reduced by 
the lengthening of the arc. In the 
hot-wire lamp, the wire is usually in series with the arc; the contrac- 
tion and expansion of this wire is balanced against a spring and the 
arc is regulated by such contraction or expansion of the wire. Such 
a lamp is suitable for either direct or alternating current. In the 
motor mechanism, as applied to alternating-current lamps, a metallic 
disk is actuated by differential magnets and its motion is transmitted 
to the electrodes to lengthen or shorten the arc accordingly as the 
force exerted by the series or shunt coils predominates. 

Magnetite Arc. The magnetite arc employs a copper disk as 
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one electrode; and a magnetite stick — formed by forcing magnetite, 
to which titanium salts are usually added, into a thin sheet steel tube — 
is used as the other electrode. This lamp gives a luminous arc of 
good efficiency and the magnetite electrode is not consumed as rapidly 
as the treated carbons with the result that magnetite lamps do not 
require trimming as frequently. The life of the magnetite electrode 
as at present manufactured is from 170 to 200 hours. A diagram of 
the connections of this lamp as manufactured by the General Electric 



Fig. 42. nlaerBm ot Connections tor Uagnetite Arc lamp- 
Company is shown in Fig. 42. The magnetite electrode is placed be- 
low. The copper electrode has just the proper dimensions to prevent 
its being destroyed by the arc and yet it is not large enough to cause 
undue condensation of the arc vapor. Direct current must be' used 
with this lamp, the current passing from the copper to the magnetite. 
Table XI gives some general data on the Saming arc, while Figs. 
43 and 44 give typical distribution curves. The advantages of the 
flaming arc over lamps using pure carbon electrodes are: High effi- 
dency; better light distribution; and better color of light for some 
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purposes. A greater amount of light can be obtained from a single 
unit than is practical with the carbon arc. The disadvantages lie 
in the frequent trimming required and the expense of electrodes. 
Flaming arcs have been introduced abroad, especially in Germany, 
to a much greater extent than in the United States. 

TABLE XI 
General Data on Flaming Arcs 



Volts 


Amperes 


Watts 


Mean Spherical 


Watts per Mean 








Candle-Power 


Spherical c. p. 


65 


6 


330 


480 


.68 




8 


440 


800 


.55 




10 


550 


1100 


.5 




12 


660 


1300 


.5 




15 


825 


1700 


.49 




20 


1100 


2250 


.48 



POWER DISTRIBUTION 

The question of power distribution for electric lamps and other 
appliances is taken up fully in the section on that subject, therefore 
it will be treated very briefly here. The systems may be divided into : 

1. Series distribution systems. 

2. Multiple-series or series-multiple systems. 

3. Multiple or parallel systems. 

They apply to both alternating and direct current. 

The Series System. This is the most simple of the three; the 
lamps, as the name indicates, are connected in series as shown in 
Fig. 45. A constant load is necessary if a constant potential is to be 
used. If the load is variable, a constant-current generator, or a 
special regulating device is necessary. Such devices are constant- 
current transformers and constant-current regulators as applied to 
alternating-current circuits. 

The series system is used mostly for arc and incandescent lamps 
when applied to street illumination. Its advantages are simplicity 
and saving of copper. Its disadvantages are high voltage, fixed by 
the number of lamps in series; the size of the machines is limited 
since they cannot be insulated for voltage above about 6,000; a single 
open circuit shuts down the whole system. 

Alternating-current series distribution systems are being used to 
a very large extent. By the aid of special transformers, or regulators. 
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any number of circuits can be run from one machine or set of bus bars, 
and apparatus can be built for any voltage and of any size. It b not 
customary, however, to build transformers of this type having a capac- 



Flg. 43. Dittributim Curre (Or Flaming Arc lamp. 

ity greater than one hundred 6.6-ainpere lamps because of the high 
voltage which would have to be induced in the secondary for a larger 
number of lamps. 

Fig. 45 gives a dia- 
gram of the connection 
of a single-coil trans- 
former in service. The 
constant-current trans- 
former most in use for 
lighting purposes is the 

one manufactured by the , 

General Electric Com- 
pany and commonly 
known as a tub trans- 
forms. Fig. 46 shows such a transformer (doubIe<;oil type) when 
removed from the case. 

Referring to Fig. 46, -the fixed coils A form the primaries which 
are connected across the line; the movable coils B are the secondaries 
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connected to the lambs. There is a repulsion of the coils B by the 
coils A when the current flows in both circuits and this force i;^ bal- 
anced by means of the weights at W, so that the coils B take a position 
such that the normal current will flow in the secondary. On light 
loads, a low voltage is sufficient, hence the secondary coils are close 

together near the middle of 
the machine and there is a 
heavy magnetic leakage. 
When all of the lamps are 
on, the coils take the posi- 
tion shown when the leak- 
age is a minimum and the 
voltage a maximum. When 
first starting up, the trans- 
former is short-circuited and 
the secondary coils brought 
close together. The short 
circuit is then removed and 
the coils take a position 
corresponding to the load 
on the line. 

These transformers regu- 
late from full load to J rated 
load within yV ampere of 
normal current, and can be 
C^^SE run on short circuit for 

CPRIMARY PLUG SWITCH several hours without over- 
I heating. The efficiency is 

given as 96% for 100-light 
transformers and 94.6% for 
50-light transformers at full 
load. The power factor of the system is from 76 to 78% on full 
load, and, owing to the great amount of magnetic leakage at less than 
full load — the effect of leakage being the same as the effect of an in- 
ductance in the primary — the power factor is greatly reduced, falling 
to 62% at f load, 44% at J load, and 24% at } load. 

Standard sizes are for capacities of 25-, 35-, 50-, 75-, and 100-6.6 
ampere enclosed arcs, and they are also made for lower currents in 
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the neighborhood of 3.3 amperes for incandescent lamps. The low 
power factor of such a system on light loads shows that a transformer 
should be selected o: such a capacity that it will be fully or nearly 
fully loaded at all times. The primary winding can be constructed 
for any voltage and the open circuit voltages of the secondaries are 
as follows : 



25 light transformer, 2,300' volts. 75 light transformer, 6,900 volts. 
35 " " 3,200 " 100 " " 9,200 



(( 



50 " " 4,600 " 

The 50-, 75-, and 100-light transformers are arranged for multiple 

circuit operation, two circuits 
used in series, and the vol- 
tages at full load reach 4,100 
for each circuit on the lOO-Hght 
machine. 

The second system, used 
for series distribution on 
alternating-current circuits 
consists of a constant-potential 
transformer, stepping down the 
line voltage to that required 
for the total number of lamps 
on the system, allowing 83 
volts for each lamp, and in 
series with the lamps is a 
reactive coil, the reactance of 
which is automatically regu- 
lated, as the load is increased 
or decreased, in order to keep 
the current in the line con- 
stant. Fig. 47 shows such a regulator and Fig. 48 shows this regu- 
lator connected in circuit. The inductance is varied by the move- 
ment of the coil so as to include more or less iron in the magnetic 
circuit. Since the inductance in series with the lamps is high on light 
loads, the power factor is greatly reduced as in the constant-current 
transformer; and the circuits should, preferably, be run fully loaded. 
60 to 65 lamps on a circuit is the usual maximum limit. 

While used primarily for arc-light circuits, the same systems, 




Fig. 47. Current Regulator for A. C. Series 
Distribution Systems. 
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designed for lower currents, are very readily applied to series incan- 
descent systems. 

The introduction of certain flaming or luminous arcs requiring 
direct current for their operation has led to the use of the mercury arc 
rectifier in connection with series circuits on alternating-current 
systems. A constant-current transformer is used to regulate for the 
proper constant current in its second- 
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ary winding, and this secondary current 
is rectified by means of the mercury arc 
rectifier for the lamp circuit. In the 
recent outfits the rectifier tubes are 
immersed in oil for cooling. While 
this rectifier was first introduced for 
the operation of luminous arc lamps, 
there is no reason why it should not 
be used with any series lamp requiring 
direct current, provided the system is 
designed for the current taken by such 
lamps. With this system any commer- 
cial frequency may be used. Sets are 
constructed for 25-, 50-, and 75-Iight 
circuits. They have a combined effi- 
ciency, transformer and rectifier tube, 
of 85% to 90%, and operate at a power 
factor of from 65% to 70%. Fig. 49 
gives a diagram of the circuit and 

rectifier connections used with a single- Fig. 48. wiring Diagram showing In- 
j. r ^1 , i.c * troduction of the Current Regulator. 

MuUiple-Series or Series-Multiple Systems. These combine 
several lamps in series, and these series groups in multiple, or several 
lamps in multiple and these multiple groups in series, respectively. 
They have but a limited application. 

Multiple or Parallel Systems of Distribution. By far the largest 
number of lamps in service are connected to parallel systems of dis- 
tribution. In this system, the units are connected across the lines 
leading to the bus bars at the station, or to the secondaries of con- 
stant-potential transformers. Fig. 50 shows a diagram of ten lamps 
connected in parallel. The current delivered by the machine de- 
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Ttibf Tank" 






pends directly on the number of lamps connected in service, the vol- 
tage of the system being kept constant. 

Inasmuch as the flow of current in a conductor is always accom- 
panied by a fall 
of potential equal 
to the product of 
the current flow- 
ing into the resist- 
ance of the con- 
ductor, the lamps 
at the end of the 
system sh^own 
will not have as 
high a voltage 
impressed upon 
them as those 
nearer the ma- 
chine. This 
drop in potential 
is the most seri- 
ous obstacle that 
we have to over- 
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Fig. 49. 



Wiring Diagram for A. C. System Showing Introduc- come in multiple 
tion of Mercury Arc Rectifier. ^ 

systems, and 

various schemes have been adopted to aid in this regulation. The 
systems may be classified as: 



1. Cylindrical conductors, parallel feeding. 

2. Conical 

3. Cylindrical *' anti-parallel feeding. 

4. Conical 



II 



tt 



ti 



In the cylindrical conductor, parallel-feeding system, the con- 
ductors, A, By C, D, Fig. 50, are of the same size throughout and are 
fed at the same end by the generator. The voltage is a minimum 
at the lamps E and a maximum at the lamps F; the value of the 
voltage at any lamp being readily calculated. 

By a conical or tapering conductor is meant a conductor whose 
difameter is so proportioned throughout its length that the current, 
divided by the cross-section, or the current density, is a constant 
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Fig. 50. Parallel Feeding System. 

^^m^m^ 



Fig. 61. Anti-parallel Feeding System. 



quantity. Such a conductor is approximated in practice by using 
smaller sizes of wire as the current in the lines becomes less. 

In an anti-parallel system, the current is fed to the lamps from 
opposite ends of the system, as shown in Fig. 51. 

Multiple»Wire Systems. In order to take advantage of a higher 
voltage for distribution of power to the lighting circuits, three- and 
five-wire systems have been introduced, the three-wire system being 
used to a very large extent. In this system, three conductors are 
used, the voltage from each - a 

outside conductor to the /^ ArSArSAAAAAA 
middle neutral conductor v ^ V I V V V V V V V V 
being the same as for a ^ ^ 

simple parallel system. Fig. 
52 gives a diagram of this. 
By this system the amount 
of copper required for a giv- 
en number of lamps is from 
five-sixteenths to three- 
eighths of the amount 
required for a two-wire dis- 
tribution, depending on the 
size of the neutral con- 
ductor. The saving of 

copper together v/ith the disadvantages of the system is more fully 
treated in the paper on "Power Transmission." 

ILLUMINATION 

Illumination may be defined as the quality and quantity of light 
which aids in the discrimination of outline and the perception of 
color. Not only the quantity, but the quality of the light, as well as 
the arrangement of the units, must be considered in a complete study 
of the subject of illumination. 

Unit of Illumination. The unit of illumination is the foot- 
candle and its value is the amount of light falling on a surface at a 
distance of one foot from a source of light one candle-power in value. 
The law of inverse squares — namely, that the illumination from a 
given source varies inversely as the square of the distance from the 
source — shows that the illumination at a distance of two feet from a 




Fig. 52. Three-wire System. 
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single candle-power unit is .25 foot-candles. For further con- 
sideration of the law of inverse squares, see "Photometry." 

Illumination may be classified as ttsefid — when used for the 
ordinary purposes of furnishing light for carrying on work, taking 
the place of daylight; and scenic — when used for decorative lighting 
such as stage lighting, etc. The two divisions are not, as a rule, 
distinct, but the one is combined with the other. 

Intrinsic Brightness. By intrinsic brightness is meant the 
amount of light emitted per un't surface of the light source. Table 
XII gives the intrinsic brightness of several light sources. 

TABLE XII 
Intrinsic Brilliancies in Candle-Power per Square Inch 



Source 


Brilliancy 


Notes 


Sun in zenith 


600,000 ) 




Sun at 30 degrees elv. 


500,000 ^ 


Rough equivalent values, tak- 


Sun on horizon 


2,000) 
10,000 ) 


ing account of absorption 


Arc light 


to [ 


Maximum about 200,000 in 




100,000 ) 


crater 


Calcium light 
Nernst "glower" 


5,000 




1,000 


Unshaded 


Incandescent lamp 


200-300 


Depending on efficiency 


Enclosed arc 


75-100 


Opalescent inner globe 


Acetylene flame 


75-100 




Welsbach light 


20 to 25 




Kerosene light 


4 to 8 


Variable 


Candle 


3 to 4 




Gas flame 


3 to 8 


Variable 


Ir candescent (frosted) 


2 to 5 




Opal shaded lamps; etc. 


0.5 to 2 





Regular Reflection. Regular reflection is the term applied to 
reflection of light when the reflected rays are parallel. It is of such 
a nature that the image of the light source is seen in the reflection. 
The reflection from a plane mirror is an example of this. It is useful 
in lighting in that the direction of light may be changed without com- 
plicating calculations aside from deductions necessary to compensate 
for the small amount of light absorbed. 

Irregular Reflection. Irregular reflection, or diffusion, consists 
of reflection in which the reflected rays of light are not parallel but 
take various directions, thus destroying the image of the light source. 
Rough, unpolished surfaces give such reflection. Smooth, unpolished 
surfaces generally give a combination of two kinds of reflection. 
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Diffused reflection is very important in the study of illumination 
inasmuch as difl^used light plays an important part in the lighting of 
interiors. This form of reflection is seen in many photometer screens. 
Light is also diffused when passing through semi-transparent shades 
or screens. 

In considering reflected light, we find that, if the surface on 
which the light falls is colored, the reflected light may be changed in 
its nature by the absorption of some of the colors. Since, as has been 
said, in interior lighting the reflected light forms a large part of the 
source pf illumination, this illumination will depend upon the nature 
and the color of the reflecting surfaces. 

Whenever light is reflected from a surface, either by direct or 
diffused reflection, a certain amount of light is absorbed by the surface. 
Table XIII gives the amount of white light reflected from. different 
materials. 

TABLE XIII 
Relative Reflecting Power 



Material 



White blotting paper . . 
White cartridge paper, 
Chrome yellow paper . . 

Orange paper 

Yellow wall paper .... 

Light pink paper 

Yellow cardboard 

Light blue cardboard . 
Emerald green paper . . 

Dark brown paper 

Vermilion paper 

Blue-green paper 

Black paper 

Black cloth 

Black velvet 



82 
80 
62 
50 
40 
36 
30 
25 
18 
13 
12 
12 

5 

1.2 
.4 



From this table it is seen that the light-colored papers reflect the 
light well, but of the darker colors only yellow has a comparatively 
high coefficient of reflection. Black velvet has the lowest value, but 
this only holds when the material is free from dust. Rooms with 
dark walls require a greater amount of illuminating power, as will be 
seen later. 

Useful illumination may be considered under the following 
heads: 
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1. Residence Lighting. 

2. Lighting of Public Halls, Offices, Drafting Rooms, Shops, etc. 

3. Street Lighting. 

RESIDENCE LIGHTING 

Type of Lamps. The lamps used for this class of lighting are 
limited to the less powerful units — namely, incandescent or Nernst 
lamps varying in candle-power from 8 to 50 per unit. These should 
always be shaded so as to keep the intrinsic brightness low. The 
intrinsic brilliancy should seldom exceed 2 to 3 candle-power per 
square inch, and its reduction is usually accomplished by appropriate 
shading. Arc lights are so powerful as to be uneconomical for 
small rooms, while the color of the mercury-vapor light is an additional 
objection to its use. 

Plan of Illumination. Lamps may be selected and so located 
as to give a brilliant and fairiy uniform illumination in a room; but this 
is an uneconomical scheme, and the one more commonly employed 
is to furnish a uniform, though comparatively weak, ground illumi- 
nation, and to reinforce this at points where it is necessary or desirable. 
The latter plan is satisfactory in- almost all cases and the more eco- 
nomical of the two. 

While the use of units of different power is to be recommended, 
where desirable, lights differing in color should not be used for lighting 
the same room. As an exaggerated case, the use of arc with incan- 
descent lamps might be mentioned. The arcs being so much whiter 
than the incandescent lamps, the latter appear distinctly yellow when 
the two are viewed at the same time. 

Calculation of Illumination. In determining the value of illumi- 
nation, not only the candle-power of the units, but the amount of re- 
flected light must be considered for the given location of the lamps. 
Follbwing is a formula based on the coefficient of reflection of the 
walls of the room, which serves for preliminary calculations: 

I = Illumination in foot-candles. 

c,p. = Candle-power of the unit. 

k = Coefficient of reflection of the walls. 

d = distance from the unit in feet. 
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Where several units of the same candle-power are used this 
formula becomes: 

/111 N 1 



I ^2 



or, c.p. = 



J^ J^ J^ 



cP ' cP^ ' d\ ' M - ifc 



where d,^d^, d^ etc., equal the distances from the point considered to 
the various light sources. If the lamps are of different candle-power, 
the illuminatiou may be determined by combining the illumination 
from each source as calculated separately. An example of calculation 
is given under "Arrangement of Lamps." 

The above method is not strictly accurate because it does not 
take account of the angle at which the light from each one of the 
sources strikes the assumed plane of illumination. If the ray of 

light is perpendicular to the plane, the formula I = ^~«r gives cor- 
rect values. If a is the angle which the ray of light makes with a line 
drawn from the light source perpendicular to the assumed plane, 

then the formula becomes I = -^ ^ Iherefore, by 

multiplying the candle-power value of each light source in the direc- 
tion of the illuminated point by the cosine of each angle a, a more 
accurate result will be obtained. 

It is readily seen that the effect of reflected light from the ceilings 
is of more importance than that from the floor of a room. The value 
of ky in the above formula, will vary from 60% to 10%, but for rooms 
with a fairly light finish 50% may be taken as a good average value. 

The amount of illumination will depend on the use to be made of 
the room. One foot-candle gives sufficient illumination for easy 
reading, when measured normal to the page, and probably an illumi- 
nation of .5 foot-candle on a plane 3 feet from the floor forms a suffi- 
cient ground illumination. The illumination from sunlight reflected 
from white clouds is from 20 foot-candles up, while that due to moon- 
light is in the neighborhood of .03 foot-candles. It is not possible to 
produce artificially a light equivalent to daylight on account of the 
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great amount of energy that would be required and the difficulty of 
obtaining proper diffusion. 

The method of calculating the illumination of a room (hat has 
just been described is known as the point-by-point method and it 
gives very accurate results if account is taken of the angle at which 
the light from each source strikes the plane of illumination and if 
the light distribution curves of the units, and the value of k, have been 
carefully detennined. Under these conditions the calculations be- 
come extended and complicated and methods only approximate, but 
simpler in their application, are being introduced. One method, 
which gives good results when applied to fairly large interiors, makes 
the flux of light from the light sources the basis of calculation of the 
average Illumination. 

Flux of light is measured in lumens and a lumen may be defined 
as (he amount of light which must fall on one square foot of surface 
in order to produce a uniform illumination of an intensity of one foot- 
eandle. A source of light giving one candle-power in every direction 
and placed at the center of a sphere of one foot radius would give an 
illumination of one foot-candle at every point in the surface of the 
sphere and the total flux of light would be 47r, or 12.57, lumens since 
the area of the sphere would be 47r, or 12.57, sq. ft. A lamp giving 
one mean spherical candle-power gives a flux of 12-.57 lumens and 
the total flux of light from any source is obtained by multiplying its 
mean spherical candle-power by 12.57. In calculating illumination 
it is customary to determine the illumination on a plane about 30 
inches from the floor for desk work, and about 42 Inches from the 
floor for the display of goods on counters. If we determine the total 
number of lumens falling on this plane and divide this number by 
the area of the plane, we obtain the average illumination in foot- 
candles. This of course tells us nothing about the maximum or 
minimum value of the illumination and such values must be obtained 
by other methods If they are desired. Reflected light, other than that 
covered by the distribution curve of the light unit including its re- 
flector, is usually neglected In this method of calculation. 

We may assume that in large rooms the light coming from the 
lamp within an angle of 75 degrees from the vertical reaches the plane 
of illumination. In smaller rooms this angle should be reduced to 
about 60 degrees. In order to determine the flux of light within this 
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angle a Rousseau diagram, which is described later, should be drawn. 
By the means of this diagram the average candle-power of the light 
source within the angle assumed may be readily determined and this 
mean value, multiplied by 12.57, will give the flux of light in lumens. 
This method of calculation, together with some guides for its rapid 
application, is described by Messrs. Cravath and Lansingh in the 
"Transactions of the Illuminating Engineering Society, 1908." The 
same authorities give the following useful data: 

To determine the watts required per square foot of floor area, 
multiply the intensity of illumination desired by the constants given 
as follows: 

INTENSITY CONSTANTS FOR INCANDESCENT LAMPS 

Tungsten lamps rated at 1.25 watts per horizontal candle-power; clear 
prismatic reflectors, either bowl or concentrating; large room; light 
ceiling; dark walls; lamps pendant; height from 8 to 15 feet .25 

Same with very light walls 20 

Tungsten lamps rated at 1.25 watts per horizontal candle-power; pris- 
matic bowl reflectors enameled; large room; light ceiling; dark 

walls; lamps pendant, height from 8 to 15 feet 29 

Same with very light walls 23 

'Gem lamps rated at 2.5 watts per horizontal candle-power; clear pris- 
matic reflectors either concentrating or bowl; large room; light 

ceiling; dark walls; lamps pendant; height from 8 to 15 feet 55 

Same with very light walls 45 

Carbon filament lamps rated at 3.1 watts per horizontal candle-power; 
clear prismatic reflectors either bowl or concentrating; light ceiling; 
dark walls; large room; lamps pendant; height from 8 to 15 feet. . .65 

Same with very light walls 55 

Bare carbon filament lamps rated at 3.1 watts per horizontal candle- 
power; no reflectors; large room; very light ceiling and walls; 

height from 10 to 14 feet 75 to 1.5 

Same; small room; medium walls 1.25 to 2.0 

Carbon filament lamps rated at 3.1 watts per horizontal candle-power; 
opal dome or opal cone reflectors; light ceiling; dark walls; large 

room; lamps pendant; height from 8 to 15 feet 70 

Same with light walls .60 

INTENSITY CONSTANTS FOR ARC LAMPS 

6-ampere, enclosed, direct-current arc on 110-volt circuit; clear inner, 
opal outer globe; no reflector; large room; light ceiling; medium 
walls; height from 9 to 14 feet 50 

Arrangement of Lamps* An arrangement of lamps giving a 
uniform illumination cannot be well applied to residences on account 
of the number of units required, and the inartistic effect. We are 
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limited to chandeliers, side lights, or ceiling lights, in the majority 
of cases, with table or reading lamps for special illumination. 

When ceiling lamps are used and the ceilings are high, some 
form of reflector or reflector lamp is to be recommended. In any 

case where the coefficient of reflection of the 
J ceilings is less than 40%, it is more economical 
to use reflectors. When lamps are mounted 
on chandeliers, the illumination is far from 
uniform, being a maximum in the neighbor- 
hood of the chandelier and a minimum at the 
comers of the room. By combining chande- 
liers with side lights it is generally possible to 
^ get a satisfactory arrangement of lighting for 
"7 small or medium-sized rooms. 
^ As a check on the candle-power in lamps 
. 'required, we have the following: 

Y For brilliant illumination allow one candle- 

Fig. 53. Diagram Showing P^wer per two square feet of floor space. In some 
Method ot Calculating particular cases, such as ball rooms, this may be 
Room niumination. increased to one candle-power per square foot. 

For general illumination allow one candle-power 
for four square feet of floor space, and strengthen this illumination with the 
aid of special lamps as required. The location of lamps and the height of 
ceilings will modify these figures to some extent. 

As an example of the calculation of the illu- 
mination of a room with different arrangements 
of the units of light, assume a room 16 feet 
square, 12 feet high, and with walls having a 2 " 
coefficient of reflection of 50%. Consider first 
the illumination on a plane 3 feet above the 
floor when lighted by a single group of lights 
mounted at the center of the room 3 feet below 
the ceiling. If a minimum value of .5 foot- 
candle is required at the corner of the room, J 
we have the equation (first method outlined) : 

1 1 

c. p. 




.5 = 



12.8^ 



X 




1 - .5 



Since d =i/8' + 8^ + 6' 
Fig. 53) 



= 12.8 fsee ^** ^^' ^^^fsnm for Pour 
^ 8-c. p. Lamps on 

Side WaU. 
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Solving the above for the value of c. p., we have 

c. p. =- "^ .5 X 82 = 41 

164 .5 

Three 16-candle-power lamps would serve this purpose very 

well. 

Determining the illumination directly under the lamp, we have : 

2.7 foot-candles, or five times the value of the illumination at the 
corners of the room. 

Next consider four 8-candle-power lamps located on the side 
walls 8 feet above the floor, as shown in Fig. 54. Calculating the 
illumination at the center of the room on a plane three feet above 
the floor, we have: 

•*• °\ on '^ on ' on ' Q(\ ■' 



89 89 89 89 ^ 1-.5 
(P = 8* + 5» = 64 + 25 - 89 

I = 8 X -^ X 2 = .72 foot-candles 

The illumination at the corner of the room would be: 
I = 8(JL + -ir + ^ + ^ ) ^ 



89 89 345 345 ' 1 - .5 
=8(-J- + -|- ) X 2 = .45 foot-candles. 

In a similar manner the illumination may be calculated for any 
point in the room, or a series of points may be taken and curves plotted 
showing the distribution of the light, as well as the areas having the 
same illumination. Where refined calculations are desired, the dis- 
tribution curve of the lamp must be used for determining the candle- 
power in different directions. Fig. 55 shows illumination curves for 
the Meridian lamp as manufactured by the General Electric Com- 
pany. This is a form. of reflector lamp made in two sizes, 25 or 53 
candle-power. Fig. 56 gives the distribution curves for the 50- 
pandle-power unit. Similar incandescent lamps are now being 
manufactured by other companies. - . , 
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Table XIV gives desirable data in connection with the U!?e of 
the Meridian lamp. 




Fig. 55. Illumination Curves for a G. E. Meridian Lamp. 

TABLE XIV 
Illuminating Data for Meridian Lamps 





Light 
Intensity 
in Foot- 
candles 


No. 1 Lamp (60 Watts) 


No 2 Lamp (120 Watts) 


Watts 

per Sq. Ft. 

of Area 

Lighted 

with 

either 

Lamp 


Class Service 


Height of 
Lamp and 
Diameter 
of Uni- 
formly 
Lighted 
Area 


Distance 
between 

Lamps 
when Two 

or more 
are Used 


Height of 
Lamp and 
Diameter 
of Uni- 
formly 
Lighted 
Area 


Distance 

between 

Lamps 

when T\«) 

or more 

are Used 


Desk or Reading 
fable 


3 
2 

li 


2 . 9 feet 
3.5 " 
4 


4.9 feet 

6 " 

7 " 


4 feet 

5 

5.75" 


7 feet 
8.5 " 
9.8 " 


2.50 
1.66 
1.25 


General Lighting 


1 


5 
5.75 " 

7 


8.5 " 

9.8 " 

12 " 


7 

8.2 " 
10 


12 

13.9 " 
11 


0.83 
0.62 
0.41 



By means of the Weber, or some other form of portable photom- 
eter, curves as plotted from calculations may be readily checked 
after the lamps are installed. When lamps are to be permanently 
located, the question of illumination becomes an imporjtant one, and 
it may be desirable to determine, by calculation, the illumination 
curves for each room before installing the lamps. This applies to 
the lighting of large interiors more particularly than to residence 
lighting. The point-by-point method of calculation is used for 
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very accurate work when the system of illumination admits of this 
method. Other methods are often simpler and sufficiently accurate 
for practical work. 




Fig. 66. Distribution Ciirve tor a G. E. 50-c. p. Meridian Lamp. 

Dr. Louis Bell gives the following in connection with residence 

^^ ^°^* TABLE XV 

Residence Lightins: Data 





8 


16 


32 


Sq. ft. 


^^ 


' Booh 


c. p. 

8 
12 


C.P. 


C.P. 

1 


PER C.P. 


Remarks 


Hall 15' X 20' 


4.7 
3.1 




XXekllj Xv /\ ^'V • 

T.ihrarv 20' X 20' .....".... 


8-c.p. reflector lamps 


Reception room, 15' X 15 . . 


4 






7.0 




Music room, 20' X 25' 


12 




2 


3.0 




Dining room, 15' X 20' 


14 






2.7 


8 reflector lamps 
32-c.p.with reflectors 


Billiard room, 15' X20'..,.. 






4 


2.3 


Porch 




14 


1 


7.0 




Bedrooms (6), 15' X 15' 




Dressing rooms (2), 10' X 15'. 




4 




4.7 




Servants' rooms (3), 10' Xl5' 




3 




9.4 




Bathrooms (3), 8' X 10' 




3 




5.0 




Kitchen, 15' X 15' ) 
Pantry, 10' X 15' f 




3 










*<» 








Halls ) 


10 
4 

64 


3 
30 


8 






Cellar j 

Closets ^4^ 


Reflector lamps 






Total 
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LIGHTING OF PUBLIC HALLS, OFFICES, ETC. 

Lighting of public halls and other large interiors differs from the 
illumination of residences in that there is usually less reflected light, 
and, again, the distance of the light sources from the plane of illumi- 
nation is generally greater if an artistic arrangement of the lighte is 
to be brought about. This in turn reduces the direct illumination. 
The primary object is, however, as in residence lighting, to produce 
a fairly uniform ground illumination and to superimpose a stronger 
illumination where necessary. An illumination of .5 foot-candle for 
the ground illumination may be taken as a minimum. 

In the lighting of large rooms it is permissible to use larger light 
units, such as arc lamps and high candle-power Nemst or incan- 
descent units, while for factory lighting and drafting rooms, where 
the color of the light is not so essential, the Cooper-Hewitt lamp is 
being introduced. High candle-power reflector lamps, such as the 
tungsten lamp, are being used to a large extent for offices and drafting 
rooms. 

The choice of the type of lamp depends on the nature of the 
work. Where the light must be steady, incandescent or Nernst 
lamps are to be preferred to the arc or vapor lamps, though the latter 
are often the more eflScient. When arcs are used, they must be care- 
fully shaded so as to diffuse the light, doing away with the strong 
shadows due to portions of the lamp mechanism, and to reduce the 
intrinsic brightness. Such shading will be taken up under the head- 
ing "Shades and Reflectors." Arcs are sometimes preferable to 
incandescent lamps when colored objects are to be illuminated, as in 
stores and display windows. 

In locating lamps for this class of lighting, much depends on the 
nature of the building and on the degree of economy to be observed. 
For preliminary determination of the location of groups, or the illumi- 
nation when certain arrangement of the units is assumed, the prin- 
ciples outlined under "Residence Lighting" may be applied. It has 
been found that actual measurements show results approximating 
closely such calculated values. 

When arcs are used they should be placed fairly high, twenty 
to twenty-five feet when used for general illumination and the ceilings 
are high. They should be supplied with reflectors so as to utilize 
the light ordinarily thrown upwards. When used for drafting-room 
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work, they should be suspended from twelve to fifteen feet above 
the floor, and special care must be taken to diffuse the light. 

Incandescent lamps may be arranged in groups, either as side 
lights or mounted on chandeliers, or they may be arranged as a frieze 
running around the room a few feet below the ceiling. The last 
named arrangement of lights is one that may be made artistic, but it 
is uneconomical and when used should serve for the ground illumina- 
tion only. Reflector lights may be used for this style of work and 
the lights may be entirely concealed from view, the reflecting prop- 
erty of the walls being utilized for distributing the light where needed. 

Ceiling lights should preferably be supplied with reflectors, 
especially when the ceilings are high. 

Indirect lighting is employed to some extent. By indirect 
lighting we mean a system af illumination in which the light sources 
are concealed and the light from them is reflected to the room by the 
walls, or ceilings, or other surfaces; or in which the light sources are 
placed above a diffusing panel. In the latter case the diffusing plate- 
appears to be the source of light. In some cases the walls themselves 
are shaped and constructed so as to form the reflectors for the light 
units (cove lighting), but in others all of the reflecting surfaces, except 
the side walls and ceiling, are made portions of the lamp fixtures. 

Tables XVI and XVII give data on arc and mercury-vapor 
laiiips for lighting large rooms. Table XVII refers to arc lights as 
acUiallv installed. 

TABLe XVI 
Cooper- Hewitt Lamps 



Service 


Height of Lamp 


C. P. OP Unit 


Av. Area per Lamp 








IN Square Feet 


Foundry 


10-15 ft. 


300 


900 


tt 


20-25 " 


700 


2250 


Machine shop 


10-15 " 


300 


500 


Erecting shop 


20-30 " 


700 


1250 


Drafting room 


15 


300 


300 


(( n 


20 


700 


400 


Cffices 


10-15 " 


300 


400 


tt 


20-25 " 


700 


750 


( Vdinary labor 


10-15 " 


300 


1100 


it tt 


20-25 " 


700 


2750 
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Measurements taken in well-lighted rooms having a floor space 
of from 1,000 to 5,000 square feet show an average of 3 to 3.5 square 
feet per candle-power. About 2.5 .square feet per candle-power 
should be allowed when brilliant lighting is required or the ceilings 
are very high, while 3.75 square feet per candle-power will give good 
illumination when lights are well distributed and there is considerable 
reflected light. 

In factory and drafting room lighting, the lamps must be arranged 
to give a strong light where most needied, and located to prevent such 
shadows as would interfere with the work. 

STREET LIGHTING 

In studying the lighting of streets and parks, we find that, except 
in special cases, such as narrow streets and high buildings, there is 
no reflected light which aids the illumination aside from that due to 
special shades or reflectors on the lamp itself. Such reflectors are 
necessary if the light ordinarily thrown above the horizontal plane is 
to be utilized. 

In calculating the illumination due to any type of lamp at a given 
point it is necessary to know the distribution curve of the lamp used 
and the distance to the point illuminated. The approximate illumi- 
nation of a plane normal to the rays of light is given by the formula, 

I = ^'P' 



h' + cP 

when I = illumination in foot-candles. 

c.p. = candle-power of the unit, determined from the distri- 
bution curve of the lamp. 

h = distance the lamp is mounted above the ground, in feet, 
and d = distance from the base of 
the pole supporting the lamp to the 
point where the illumination is being 
considered. Fig. 57. 

While this will give the illumi-' 
nation in foot-candles, the nature of F^e- 57. street Light lUumination 
the lighting cannot be decided from 

this alone, but the total amount of light must also be considered. 
Thus, a street lighted with powerful units and giving a minimum 
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illumination of .05 foot-candles would be considered better illumi- 
nated than one having smaller units so distributed as to give the 
same minimum value. 

Since a uniform dbtribu- 
tion of light is desirable, for 
economic reasons, the ideal 
distribution curve of a lamp 
for street lighting would be a 
curve which shows a low value 
of candle-power thrown di- 
rectly downward, but with the 

,■ , . FiB. 58, Ideal Dtotrltmtloti Curve for & Street 

candle-power increasing as we ught. 

approach the horizontal. Such 

an ideal distribution curve Is shown in Fig. 58. 

Actual distribution curves taken from commercial arc lamps are 
given in Fig. 59, in which 
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from the foot of the pole supporting the lafDp. IIluminatioD curves 
corresponding to the distribution curves in Fig. 59 are given in Fig. 60 
where A\ B', andC correspond to A, B, and C in Fig. 59. These 
curves correspond to actual readings taken with commercial lamps. 
Similar curves for incandescent lamps fitted with suitable reflectors 
are shown in Fig. 6L A value of .03 foot-candles is about the min- 




Flg. 60. niumlnation Curves Drawn to Data given In Fig. 59. 

imum for street lighting. Open arcs should be placed at least 25 feet 
above the ground; 30 to 40 feet is better, especially if the space to be 
illuminated is quite open. With enclosed arcs it is often advan- 
tageous to place them as low as 18 to 20 feet from the ground. 
Table XVIII gives the distance between lights for different types 
of arcs for fair illumination. 

In considering the type of arc light to be used we must turn to 
the illumination curves as shown in Fig. 60. These curves show that 
the illumination from a direct-current open arc in its present form 
is superior to that from a direct-current enclosed arc, taking the 
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TABLE XVIIl 






&HDO 


rLlQHT 


DlRTAHO 

Bbtwekm 

LlOHTB 


LtOHia PBS 


6.6-«mpere enclosed D.C. 
9.6-ampere open D.C, arc 
6-6-ampere enclosed A.C. 
6.6-anipere open D.C. arc 




340tect 
315 " 
275 " 
260 " 





















same amount of power, in the vicinity of the pole; but at a distance of 
100 feet, the illumination from the enclosed arc is better. This 
illumination is still more effective on 
account of the absence of such strong 
light as is given oy the open arc near 
the pole. The pupil of the eye adjusts 
itself to correspond to the brightest 
light in the field of vision, and we are 
unable to see as well in the dimly- 
lighted section as when the maximum 
intensity is less. The characteristics 
of the open and enclosed direct-current arc lamps are as follows: 

The mean spherical candle-power and energy required at the arc are 
variable with the open arc. 

Fluctuations of light are marked, due to waridering ot the arc, flickering 
due to the wind and lack of uniformity of the carbons. 

Dense shadows are cast by the side rods and the lower carbon, while the 
light is objectionably strong in the vicinity of the pole. 

With the enclosed arc the mean spherical candle-power and the watta 
consumed at the arc are fairly constant. 

No shadows are cast by the lamps, and the iUumination is not subject to 
such wide variations. The enclosed arc is much superior to the open arc using 
the same amount of energy. This applies to the open arc as it is now used. 
With proper reflection and diffusion of the light such as might be accomplished 
by extensive or special shading, we ought to be able to get as good distribution 
from the open arc with a greater total amount of illumination. 

In comparing the direct-current with the alternating-current 
enclosed arc, we see that the direct-current arc gives slightly more light 
than the alternating lamp, but this may be more than counterbalanced 
by the better distribution of light from the alternating-current lamp. 
The selection of A.C. or D.C. enclosed lamps will usually depend on 
other conditions, such as method of distribution of power, eflGcJencw 
of plant, etc. 
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TABLE XIX 
Street-Lamp Data 







Approx. 


Approx. 


Lamp 


Amperes 


Watts at 


Value of 






Lamp 


X AS 






Terminals 


Propobed 


D. C. Series, open arc, clear globe 


j6.6 

(9.6 


330 
450 


3.5 
4 


D. C. Series, enclosed, clear outer globe 


j5.0 
(6.6 


370 
480 


3.5 

4 




(5.5 


345 


3 


Opalescent inner globe, street reflectors 


h-5 


430 


3.5 


A. C. Series as above 


(7.5 


480 


4 


D. C. Series "Magnetite" 


4.0 


310 


5.5 



The question of street lighting has been given considerable 
attention by the National Electric Light Association and this society 
reconimends the following form of specification for street lights: 

1. Under ordinary conditions of street lighting, with lamps spaced 200 
to 600 feet apart, specifications for street lamps should define the mean illumi- 
nation thrown by the individual lamp, in position in the street, as measured at 
the height of the observer's eye and perpendicular to the rays, at some point 
not less than 200 feet nor more than 300 feet distant, along a level street, from 
a position immediately below the lamp, with all extraneous light screened off 
and with no reflection from surrounding objects not forming part of the lamp 
equipment. 

2. When using smaller units of light, such as series incandescent lamps 
spaced shorter distances apart, a correspondingly shorter distance from tho 
lamp should be chosen in measuring the illumination. 

3. The lamp contracted for should give a mean normal illuminati6n at 
the test point (selected as in Sections 1 and 2) not less than the illumination 
given by the stationary standard incandescent lamp of 16 candle-power at 1/X 
of the distance. The said standard incandescent lamp should be a stand- 
ardized seasoned lamp having a determined candle-power in a fixed direction. 

4. When the lamp tested fluctuates in intensity, a number of observa- 
tions of the maximum normal illumination should be made at a distance of not 
less than 200 feet horizontally from beneath the lamp, and the average of these 
measurements should be taken as the average maximimi illumination. A 
similar number of observations of the minimum normal illumination should be 
made, the average of which should be taken as the average minimum illumi- 
nation. The arithmetical mean of the said average maximum and minimum 
illuminations should be taken as the mean normal illumination called for in 
Section 1. 

5. A reasonable number of the lamps covered by the contract should 
be tested. 

6. For measuring the mean normal illumination of a lamp, comparison 
with the standard incandescent lamp may be made either with a suitable portable 
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photometer or with a reading distance instrument, such as the so-called lumi^ 
nometer. 

7. The unobstructed mean normal illumination must not be less at 
shorter distances than at the point of test. 

8. An approximate value of the mean normal illuminations thrown by 
street lamps of standard manufacture, at horizontal distances within the 200- 
300-foot range, hung approximately 20 feet above the observer's eye, may be 
determined from Table XIX. 

Series incandescent lamps are used considerably for lighting 
the streets in residence sections of cities or where shade trees make 
it impracticable to use arcs. These vary in candle-power from 16 
to 50 or even higher, and are usually constructed so as to take from 
two to four amperes. The best arrangement of these is to mount 
them on brackets a few feet from the curb, with alternate lamps on 
opposite sides of the street. The distance between the lamps depends 
on their power. 50 candle-power lamps spaced 100 feet between 
lamps, give a minimum illumination of .02 foot-candle. 25 candle- 
power lamps spaced 75 feet between lamps will serve where economy 
is necessary. 

TABLE XX 



Clear glass 

Alabaster glass 
Opaline glass. . 
Ground glass . . 

Opal glass 

Milky glass . . . . 
Ground glass . . 

Opal glass 

Opaline glass . . 



Per Cent 



10 

15 
20-40 
25-30 
25-60 
30-60 

24.4 

32.2 

23 



SHADES AND REFLECTORS 

Lamps, as ordinarily constructed, do not always give a suitable 
distribution of light, while the intrinsic brightness is often too high 
for interior lighting. Shades are intended to modify the intensity 
of the light, while reflectors are used for the purpose of changing its 
direction. Frequently the two are combined in various ways. Shades 
are also used for decorative purposes, but, if possible, these should 
be of such a nature as to aid illumination rather than to reduce its 
eflSciency. 
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A considerable amount of light is absorbed by the material used 
for the construction of shades. Table XX shows the approximate 
amount absorbed by some materials. 

Of the great number of styles of shades 
and reflectors in use, only a few of the more 
important will be considered here. 

Frosted Globes. One of the simplest 
methods of shading incandescent lamps is by 
the use of frosted bulbs. These serve to 
reduce the intrinsic brightness of the lamp, and 
should be freely used for residence lighting 
when separate shades are not installed. Frosted 
globes are also used in connection with reflec- 
tors for the purpose of diffusing the reflected 
light. The McCreary shade as shown in Fig. 
62, is an example of such a combined shade 
and reflector. Fig. 63 shows the distribution ^jg 52. McOreary shade, 
curve taken from an incandescent lamp using 
a McCreary shade. Fig. 64 shows the distribution of light from a con- 
ical shade. Fig. 56 shows the distribution of light brought about by 
means of a spiral filament and a reflector as used in the Meridian lamp. 






A3 C.P. 




Pig. 63. Distribution Curve for Incan- 
descent Lamp Provided with 
McCreary Shade. 



Fig. 64. Distribution Curve for Incan- 
descent Lamp Provided with 
Conical Shade. 
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Holophane Globes. These are made for both reflecting and 
diffusing the light, and they can be made to bring about almost any 
desired distribution with but a small amount of absorption of light. 
These consist of shades of clear glass having horizontal grooves 
forming surfaces which change the direction Of light by refraction or 
total reflection as is necessary. The diffusion of light is effected by 
means of deep, rounded, vertical grooves on the interior surface of 
the globe. While these globes are of clear glass and absorb an amount 
of light corresponding to clear glass, the light is so well diffused that 
the filament of the lamp cannot be seen, and the globe appears as if 



Fig:. flS. Enclosed Arc Lamp Fitted with Sh&de and Concentric Dlfluser. 

made of some semi-transparent material. The holophane glassware 
is made in a large variety of artistic designs and for alt types of in- 
candescent lamps. By the proper selection of a reflector the dis- 
tribution of the light of the unit used may be made that which is best 
suited to the particular case of lighting in hand. Figs. 9, 13, 14, 
15, 16, 17, and 18 give some Idea of what can be accomplished by these 
shades. 

Fig. 65 shows an enclosed arc lamp fitted with a shade and a 
concentric diffuser. The eflfect of this combination is best shown 
in Fig. 66. Fig. 67 shows the change in the illumination curve pro- 
duced by such shading. Inverted arcs have some application where 
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Diceram Showing Effect of the ConcentHc Difluaer. 



the light may be readily reflected and diffused as in lighting large 
rooms with light finish. Reflectors of this general type are now being 
manufactured in such a form that they may be built in and become 
part of the ceiling of the room to be illuminated. 




Fig. 67, IlliunlniitiOfi Curves tor lampa Tlthaitd without Light Dlfhisai. 
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Opal Enclosing Globes. The use of opal enclosing globes is 
recommended for arc lamps used for street lighting for the reason 
that they change the distribution of the light so that it covers a greater 
area, and the light is so diffused as to obliterate shadows in the vicinity 
of the lamp. Table XXI gives the efficiency of different globe com- 
binations for street lighting assuming the opal inner and the clear 
outer globes as 100%. 

TABLE XXI 



O pal enclosing and clear outer 
Clear '* " clear " . 



" " opal " 



opal 



Opal " " opal 



100 per cent 
91.2 
85.1 
82.7 



it 



PHOTOMETRY 

Photometry is the art of comparing the illuminating properties 
of light sources, and forms one branch of scientific measurement. 
Its use in electric illumination is to determine the relative values of 
different types of lamps as sources of illumination, together with their 
efficiency; also by means of the principles of photometry, we are able 
to study the distribution of illumination for any given arrangement 
of light sources. 

LIGHT STANDARDS 

Inasmuch as sources of light are compared with one another in 
photometry, we must have some standard, or unit, to which all light 
sources are reduced. This unit is usually the candle-power and the 
rating of most lamps is given in candle-power. 

While the candle-power remains the unit and is based on the 
standard English candle, other light standards have been introduced 
and are much more desirable. 

The English Candle. The English candle is made of spermaceti 
extracted from crude sperm oil, with the addition of a small quantity 
of beeswax to reduce the brittleness. Its length is ten inches, and its 
diameter .9 inch at the bottom and .8 inch at the top, and its weight 
is one-sixth of a pound. Great care is taken in the preparation of 
the wick and spermaceti. This candle burns with a normal height 
of flame of 45 millimeters and consumes 120 grains per hour when 
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burning in dry air at normal atmospheric pressure. Under these 
conditions, the light given by a single candle is one candle-power. 

When used for measurements, the candle should be allowed to 
burn at least fifteen minutes before taking any readings. At the end 
of this period the wick should be trimmed, if necessary, and when the 
flame height reaches 45 millimeters, readings can be taken. The 
candle should not require trinmiing when the proper height of flame 
has been reached. It is best to weigh the amount of material con- 
sumed by balancing the candle on a properly arranged balance when 
the first reading is taken, and again balancing at the end of a suitable 
period — ten to fifteen minutes. The candle-power of the unit is 
then, practically, directly proportional to the amount of the material 
consumed. 

The objections to the candle as a unit are that it burns with an 
open flame which is subject to variation in height and to the effect of 
air currents. The color of the light is not satisfactory, being too 
rich in the red rays, and the composition of the spermaceti is more or 
less uncertain. 

The German Candle is made of very pure paraflSne, burns 
with a normal flame height of 50 millimeters, and is subject to the 
same disadvantages as the English candle. It may be necessary to 
trim the wick to keep the flame height at 50 millimeters. The light 
given is a trifle greater than for the spermaceti candle. 

The Carcel Lamp is built according to very careful specifications 
and burns colza (rape seed) oil. It has been used to a large extent 
in France, but its present application is limited. 

The Pentane Lamp is a specially constructed lamp burning 
pentane, prepared by the distillation of gasoline between narrow 
limits of temperature. This standard is not extensively used. 

The Amyl Acetate Lamp. This lamp, known also as the Hefner 
lamp, is at present the most desirable standard. It is a lamp built 
to very careful specifications, especially with regard to the dimension 
of the wick tube. It burns pure amyl acetate and the flame height 
should be 40 millimeters. This flame height must be very carefully 
adjusted by means of gauges furnished with the lamp. Amyl acetate 
is a colorless hydrocarbon prepared from the distillation of amyl 
alcohol obtained from fusel oil, with a mixture of acetic and sulphuric 
acids, or by distillation of a mixture of amyl acetate, sulphuric acid, 
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and potassium acetate. It has a definite composition, and must be 
pure for this use. 

The most serious disadvantage of this standard is the color of 
the light, inasmuch as it has a decidedly red tinge and is not readily 
compared with whiter lights. Its value is affected somewhat by the 
moisture in the air and the atmospheric pressure,.but it excels all other 
standards in that it is quite readily reproduced. 

Table XXII gives the value of the candle-power units of diflFerent 
laboratories in terms of the unit of the Bureau of Standards and also 
the values of the units of the Carcel and Vernon-Harcourt in terms of 
the Hefner, as accepted by the International Photometric Commission. 



TABLE XXII 
Photometric Units 






Bureau of Standards Unit, United States 
Reichsansta.lt Unit, Germany 
National Physical Laboratory Unit, England 
Laboratoire Central Unit, France 


1.000 

0.998 X 0.88 

0.984 

0.982 




Carcel 


Hefner 


Vernon- 
Harcourt 


Carcel 

Hefner 

Vernon-Harcourt (pentane) 


1.00 

0.0930 

1.020 


■ 10.75 

1.00 

10.95 


0.980 

0.0915 

1.0 



The above values are at a barometric pressure of 760 mm. of mercury and a humid- 
ity for the Carcel and Vernon-Harcourt standards of 10.0 liters of water per cubic meter 
of dry air. The humidity for the hefner unit is 8.8 liters of water to one cubic meter 
of dry air. 

Working Standards. Incandescent Lamp. The units just de^ 
scribed, together with some others, form reference standards, but an 
incandescent lamp is generally used as the working standard in all 
photometers. An incandescent lamp, when used for this work, should 
be burned for about two hundred hours, or until it has reached the 
point in the life curve where its value is constant, and it should then 
be checked by means of some standard when in a given position and 
at a fixed voltage. It then serves as an admirable working standard 
if the applied voltage is carefully regulated. Two such lamps should 
always be used — the one to serve as a check on the other; the checking 
lamp to be used for very short intervals only. 
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PHOTOMETERS* 

Two light sources are compared by means of a photometer 
which; in one of its simplest forms, consists of what is known as a 
BunseV' screen mounted on a carriage between the two lights being 
compared, with its plane at right angles to a line passing through 
the light sources, and arranged with mirrors or prisms so that both 
sides of the screen may be observed at once. The Bunsen screen 
consists of a disk of paper with a portion of either the center, or a 
section around the center, treated with paraflSne so as to render it 
translucent. If the light falling on one side of this screen is in ex- 
cess, the translucent spot will appear dark on that side of the screen 
and light on the opposite side. 
Care must be taken to see that 
the two sides of the screen are 
exactly alike, otherwise there will 
be an error introduced in using 
the screens. It is well to reverse 
the screen and check readings 
whenever a new lot of lamps are 
to be tested. When the light 
falling on the two sides of the 
screen is the same, the trans- 
parent spot disappears. The 
values of the two light sources are 
then directly proportional to the 
square of their distances from the 
screen. As an example, consider a 16 candle-power lamp being 
compared with a standard candle on a photometer with a 300-centi- 
meter bar. Say the translucent spot disappears when the screen 
is distant 60 centimeters from the standard candle, we then have 
the proportion, 

tc :1 = (240)2 :(60)2 = 16 : 1, 

showing that the lamp gives 16 candle-power. 

The above law is known as the law of inverse squares, and holds 
true only when the dimensions of the light sources are small com- 
pared with the distance between them, and when there are no reflecting 
surfaces present as when the readings are taken in a dark room* 




Fig. 68. Proof of the Law of Inverse 
Squares by the Method of Con- 
centric Spheres. 
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The proof that the light varies inversely with the square of dis- 
tance from the source is as follows: 

Consider two spherical surfaces, Fig. 68, illuminated by a source 
of light at the center. The same quantity of light falls Dn both sur- 
faces. 

Area of S «= 4ir2J^ sq. ft. (R is in feet.) 
Area of S^ = iirR^^ sq. ft. 
Let Q = total quantity of light and q = light falling on unit 
surface. Then, 
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Fig. 69 shows the relation in another way. The area of C. dis- 
tant two units fronu-the 
source of light A, is four 
times that of B which is 
distant one unit. 

The Lummer-Brodhun 
Photometer. In addition 
to the Bunsen screen de- 
scribed, there are several 
other forms of photoni- 
eters, the most important 

Fig. 69. Proof of the Law of Inverse Squares by « !_• r • i t 

Method of Screen Shadow. Oi WhlCh IS the LUDMner- 

Brodhun. The essential 
feature of this instrument is the optical train which serves to bring 
into contrast the portions of the screen illuminated by the two sources 
of light. Referring to Fig. 70 the screen S is an opaque screen which 
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reflects the light falling upon it from i, to the mirror M, when it is 
again reflected to the pair of glass prisms A, B. The surfaces sr are 
ground to fit perfectly and any light falling on this surface will pass 
through the prisms. Light falling on the surface ar or bs will be re- 
flected as shown by the arrows. We see then that the light from L, 
which falls on ar and bs, is reflected to the eye piece or telescope T, 
while that falling on sr is transmitted to and absorbed by, the black 
interior of the containing box. Likewise, the light from the screen 




Big. 70. Diagram of Lummer-Brodhun Screen. 

ij is reflected by the screen M^ to the pair of prisms A, B. The 
rays falling on the surface sr pass through to the telescope T, while 
the rays falling on ar and 6^ are reflected and absorbed by the black 
lining of the case. The field of light, as then viewed through the 
telescope, appears as a disk of light produced by the screen L^, sur- 
rounded by an annular ring of light produced by L, When the 
illumination on the two sides of the screen is the same, the disk and 
ring appear alike and the dividing circle disappears. 

In using this screen, it is mounted the same as the Bunsen screen 
and readings are taken in the same manner. The screen and prisms 
are arranged so that they can be reversed readily and two readings 
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should always be taken to compensate for any inequalities in the sides 
of the screen and the reflecting surfaces, a mean of the two readings 



Fig. Tl. Complete Photometer with Lummet-Brodhua Screen. 

serving as the true reading. This form of screen is used when es- 
pecially accurate comparisons are required. 

Fig. 71 shows a complete photometer with a Lummer-Brodhun 
screen, while Fig. 72 shows a Bunsen screen and sight box. In Fig. 
71, the lamps are shaded by means of curtains so as to leave only a, 
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smuU opening toward the screen. If the lights are properly screened 
photometric measurements may be made in rooms having light- 
colored walls. 





¥\g. 72, Bimsen Screen and S^ht Box. 

The Weber Photometer. As an example of a portable type of 
photometer, we have the Weber. This photometer, shown in Fig. 73, 
is very compact and is especially adapted to measuring intensity of 
illumination as well as 
the value of light sources; 
it may be used for ex- 
ploring the illumination 
of rooms or the lighting 
of streets. 

This apparatus con- 
sists of a tube A, Fig. 74, 
which is mounted hori- 
zontally and contains a 
circular, opal glass plate 
/, which is movable by 
means of a rack and 
pinion. To this screen is 
attached an index finger 
which moves over a scale 
attached to the outside of 
the tube. A lamp L, 
burning benzine, is mounted at the end of thistube. The benzine 
used should be as pure as possible, and the flame height should be 



F[g. 73. Weber Portable Photometer. 
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carefully adjusted to 20 mm. when taking readings. At right angles 
to the tube A is mounted the tube B which contains an eye piece at 
0, a Lummer-Brodhun contrast prism at p, and a support for opal or 
colored glass plates at g. 

Operation, The tube B is turned toward the source of light to 
be measured, the distance from the light to the screen at g being noted. 
The light from this source is diffused by the screen at g, while that 
from the standard is diffused by the screen /. By moving the screen 
/, the light falling on either side of the prism p can be equalized. 
The value of the unknown source can be determined from the reading 
of the screen /, the photometer having previously been calibrated by 

means of a standard lamp 
in place of the one to be 
measured. The calibra- 
tion may be plotted in the 
form of a curve or it may be 
denoted by axionstant C, 
when we have the formula, 
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Fig. 74. Diagram of Weber Pliotometer. 



C corresponds to a par- 
ticular plate at gr, Z = dis- 
tance of screen / from the 
benzine lamp, and L = dis- 
tance from the screen g to 
the light source being 
measured. Screens of dif- 
ferent densities may be 
used at g, depending on 
the strength of the light source. 

When used for measuring illumination, a white screen is used 
in connection with this photometer. The screen is mounted in front 
of the opening at g, and turned so that it is illuminated by the source 
being considered. Readings of the screen / are taken as before. A 
calibration curve is plotted for the Instrument, using a known light 
source at a known distance from the white screen when the instru- 
ment is mounted in a dark room. 
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Portable Photometers. There is a large variety of portable 
photometers available and giving more or less satisfactory results. 
An instrument especially designed with a view to portability and to 
overcoming some of the 
defects of instruments 
already on the market 
has recently been intro- 
duced. The instrument 
referred to is called a 
Universal pkoUrmeter but 
it is more commonly 

known as the Sharp- "^ "' ^""^^ i^«»°««. 

MiUar photometer from the names of its inventors. Views of this 
instrument are shown in Figs. 75 and 76. It is adapted to the meas- 
urement of the intensity of light sources as well as to the illumination 
at any point, as is the Weber photometer. The photometer screen 
or photometric device is shown at B, and consists of a special form of 



'&• 




Fig. 76. Sectional View of Universal Photometer. 

Lummer-Brodhun optical screen. A standardized incandescent 
lamp C is used as the photometric standard and this may be con- 
nected to a battery, or be adapted to use on the mains supplying the 
lamps in the room where measurements are to be taken. All stray 
light is carefully screened from the interior of the box by a series of 
screens G. The instrument scale is calibrated in foot-candles and in 
candle-powers. 
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When illumination is to be measured, a specially selected trans* 
luscent screen is placed at A and the illumination of this plate, which 
is placed at the point and in the plane where the value of the illumi- 
nation is desired, is reflected to the photometric device by the mirror 
at H. A second plate K is mounted so as to be illuminated by the 
standard lamp and the photometer is balanced by making the illumi- 
nation of A and K the same. When the intensity of a light source 
is to be determined, the screen at A is replaced by a small aperture 
and a diffusing surface I is put in place of the mirror H. The illumi- 
nation of I is now compared with the illumination of K, and when 
the two are made equal, the photometer reads the candle-power of the 
light source, or some multiple of this candle-power. The range of 
this instrument is increased by the use of suitably arranged absorbing 
screens which may be readily inserted or removed, and as ordinarily 
equipped, the range in foot-candles is approximately from .004 to 
2,000. The variety of uses which can be made of such a photometer 
is large, and some idea of its portability can be obtained from the 
dimensions of the box, 24" x 4^' x 5", and its weight, fully equipped, 
of 8 pounds. It is very accurate considering its compactness. 

Integrating Photometers. Matthews. This photometer is used 
to some extent and a very good idea of its construction can be ob- 
tained from Fig. 77. By means of a system of mirrors, the light 
given by the lamp in several directions may be integrated and thrown 
on the photometer screen for comparison with the standard, the result 
giving the mean spherical candle-power from one reading. By cover- 
ing all but one pair of screens, the light given in any one direction 
is easily determined. 

Another type of integrating photometer is known as the tnfe- 
graiing sphere or globe photometer. If a light source is placed within 
a sphere, the interior walls of which are coated with a white diffusing 
surface, the illumination of that surface at any point is due partly 
to the light falling on it directly, and partly to the light reflected from 
the remainder of the surface of the sphere. The reflected light is 
proportional to the total flux of light from the light source and so, 
if the direct light is screened from the point considered, its illumina- 
don is proportional to the total flux of light, and hence to the mean 
*spheriral candle-power of the light source. 

The practical application of this principle is to so arrange our 
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properly coated sphere that the lamp to be tested may be readily 
inserted ; to replace a small portion of the sphere by a piece of un- 
polished white gla^; to shut off the direct rays of the lamp to be 



Fig. 77. Integrating Photometer. 

measured from this glass surface; and to so mount a photometer 
screen and standard lamp that the illumination of the glass section 
can be measured. Under these conditions the illumination of the 
glass screen is proportional to the mean spherical candle-power of the 
lamp under test. A substitudon method is used in practice. A 
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standardized lamp of the general type of the one to be tested is mounted 
in the sphere and the constant of the instrument for this type of lamp 
is determined. The unknown lamps are then put in place and their 
candle-power is readily determined, once the constant of the instru- 
ment is known. Figs. 78 and 79 give some views of the integrating 



- Fig. TS. Eighteen 'Inch Int^ratlDs Sphere Equipped vith Fhotomet^-. 

sphere and indicate the range of the sizes in which it may be con- 
structed. 

INCANDESCENT LAMP PHOTOMETRY 
Apparatv^. Some sort of screen, either the Bunsen type or the 
Lummer-Brodhun screen preferred, should be mounted on a carriage 
moving on a suitable scale, and the lamp holders, one for the standard, 
the other for the lamp to be tested, are mounted at the ends of this 
scale. There are several types of so-called station photometers 
arranged so as to be very convenient for testing incandescent lamps. 
. Fig. 80 shows one form of station photometer manufactured by 
Queen & Co. The controlling rheostats and shielding curtains are 
not shown here. Fig. 81 shows a form of portable photometer for 
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incandescent lamps. The length of scale should not be less than 
100 centimeters, and 150 to 200 centimeters is preferred. This scale 
ma; be divided into centimeters or, for the purpose of doing away 
with much of the calculation, the scale may be a proportional scale. 
This scale is based on the law of inverse squares and reads the inverse 
ratio of the squares of the distances from the two lights being compared. 



Fig. 7B. Interior ot SO-Tnch Integnitlng Sphere. 

If the standard used always has the same value, the scale may be 
made to read in candle-powers direetiy. 

For mean horizontal candle-power measurements, the lamp 
should be rotated at 180 revolutions per minute, when mounted in a 
vertical position. 

For distribution curves a universal lamp holder which will 
allow the lamp to be placed in any position, and which indicates this 
position, is used. 

For mean spherical candle-power, the following method is used 
when the Matthews photometer is not available: 
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The lamp is placed in an adjustable holder and readings taken 
with the lamp in thirty-eight positions, as follows ; 

The meaaurement of the spherical inUnsUy, For convenience 
the tip of the lamp and its base may be termed the north and south 
poles respectively. 



Fig. SO. Station Photometer. 

The mean of 13 reodinga taken at intervals of 30^ ia tfiken to give th« 
mean horizontal candle-power. 

Beginning again at 0° azimuth, thirteen readinga are made in the prime 
meridian or vertical circle, the interval again t>eing 30°, and the last reading 
checking the first. 




Fig. 81. Portable Photometer for Incandescent Lamps. 

It will be noticed that four readings, two being check readings, have been 
made at 0° azimuth in each caae. The mean of the four is taken as the standard 
reading, it being the value of the intensity, in this position, should the lamp be 
used aa a standard. 

Additional sets of thirteen readings each — the last reading checking the 
first one — are similarly made on each of the vertical circles through 45°, 90", 
and 135° azimuth. 
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In combining the readings for the mean spherical intensity, a note is 
taken of the repetitions. 

Neglecting the repetitions, which may also be omitted in part, in the 
practice of the method, there remain thirty-eight points, as follows: 

Distributed 

V ALUE8 

The mean of four measurements at the north pole of the lamp 1 

Four measurements on each of the vertical circles through 0® and 90° 

azimuth at vertical circle readings of 60®, 120®, 240®, and 300®.. . . 8 
Four measurements on each of the vertical circles through 0®, 45®, 90®, 
and 135® azimuth at vertical circle readings of 30®, 150®, 210®, and 

330® 16 

Twelve measurements 30® apart at the equator 12 

Four null values at the south pole of lamp 1 

Total number of effective measurements 38 

The points thus laid ofif on the reference sphere are "approximately equi- 
distant, being somewhat closer together at the equator than at the poles. 

When the lamp is rotated, readings are taken for each 15° or 30° 
in inclination, from 0° to 90°, and from 0° to 270°. These are inte- 
grated values for their corresponding parallels of latitude on the unit 
sphere. 

The mean spherical candle-power from these readings may best 
be obtained by plotting a distribution curve from the readings, deter- 
mining the area of this closed curve by means of a planimeter and 
taking the radius of an equivalent circle as the value for the mean 
spherical candle-power. 

The Rotisseau diagram may be used for determining the mean 
spherical candle-power of a lamp when its vertical distribution curve 
is known. Fig. 82 shows such a diagram made up for a gem lamp 
with a bowl reflector. Where the horizontal distribution curve of the 
lamp is not uniform the values for the vertical distribution curve 
should be taken with the lamp rotating so as to give average values 
at each angle. One-half of the distribution curve is drawn to scale A 
and a circle B is drawn with the source of light as a center. Radii 
C are drawn at equal angles about the light source and extended until 
they intersect the circle B. The points of intersection of these lines 
with the circle are projected upon the straight line D E. Distances 
from this line are laid off on the verticals F equal to the distances 
from the center of the circle to the points where the corresponding 
radii cut the distribution curve. The area enclosed between the 
straight line D E and a curve drawn through the points just deter- 
mined, G H, divided by the base line, is equal to the mean spherical 
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candle-power of the lamp. If the mean candle-power ot the lamp 
within a certain angle is desired, it is only necessary to find the area 
of the diagram within the space indicated by that angle and divide 
by the correspondbg base. 
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In all tests the voltage of the lamp must be very closely regulated. 
A storage battery fonns the ideal source of current for such purposes. 
In testing incandescent lamps, a standard similar to the lamp being 
tested is desirable and it should, preferably, be connected to the same 
leads. Any variation in the voltage of the mains then affects both 
lamps and the error introduced is slight 
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ARC LIGHT PHOTOMETRY 

Owing to the variation of the amount of light given out by an 
arc lamp in one direction at any time, due to variation of the qualities 
of the carbons, position of the arc, and also on account of the color 
of the light, etc., the photometry of arc lamps is much more diflBcult 
than that of incandescent lamps. The curves shown in Figs. 33 and 
34 are average distribution curves taken from several lamps and will 
vary considerably for any one lamp.^ If the arc is enclosed, this 
variation is not so great. 

The working standard should be an incandescent lamp run at 
a voltage above the normal so that the quality of the light will com- 
pare favorably with that of the arc. Since an incandescent lamp 
deteriorates rapidly when run at over voltage, the standard can be 
used only for short intervals and must be frequently checked. 

Since an arc lamp can be mounted in one position only, mirrrors 
must be used to obtain distribution curves. A mirror is used mounted 
at 45° with the axis of the photometer, and arranged so as to reflect 
the arc when in different positions. A mirror absorbs a certain per 
cent of the light falling upon it and this percentage must be deter- 
mined by using lamps previously standardized. The length of the 
photometer bar must include the distance from the mirror to the arc. 

The Weber photometer is well adapted to arc-light measure- 
ments inasmuch as appropriate screens may be used to cut down 
the intensity of the light. 

A special form of the Matthews photometer is also used for 
testing arc lamps. 

For the comparison of the illumination from arc lamps as in- 
stalled in service, an instrument known as an illuminoTneter is some- 
times used. This consists of a light wooden box, readily portable, 
having a black interior and arranged with two openings. One 
of these openings is for the purpose of admitting light from the source 
being considered, to a printed card. The other opening is for the 
purpose of viewing this card when illuminated by the light source. 
The printing on the card is made up from type of different sizes, and 
the smallest size which is legible, together with the distance from the 
light source, is noted. Another method of application is to select 
some definite size of type and then to move the instrument from the 
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light source to a point where this type is just legible and note the dis- 
tance. From similar measurements taken on different lamps a good 
comparison may be obtained. Such an instrument is very convenient 
to use, and results obtained by different observers check very closely. 

The flicker photometer is used for the comparison of different 
colored lights, the basis for comparison being that each light, though 
different in color, shall produce light sensations equally intense for the 
purpose of distinguishing outlines. It consists, in one form, of an 
arrangement by means of which a sectored disk is rotated in front of 
each light source, these disks being so arranged that the light from 
one source is cut off while the other falls on the screen, and vice versd, 
any form of screen being used for making the comparison. The disks 
must be revolved at such a rate that the light, viewed from the oppo- 
site side, will appear continuous. When the illumination of the two 
sides of the screen, under these conditions, is not the same, there will 
be a perceptible flicker and the screen should be so adjusted that this 
flicker disappears. The value of the light source can then be calcu- 
lated from the screen reading in the usual manner. Another device 
consists of the use of a special lens mounted in front of a wedge- 
shaped screen, the lens being constructed so as to reverse the image 
of the two sides of the screen, as viewed by the eye, when such lens' 
is in front of the screen. The lens is so mounted that it can be oscil- 
lated rapidly in front of the screen, giving the same result as would be 
obtained were it possible to reverse the screen at such a rapid rate as 
to cause the illumination on the two sides to appear continuous. The 
setting of this screen is accomplished as with the more simple forms. 

Still another flicker photometer, the Simmance-Abady, makes 
use of a rotating wheel. This wheel is made of a white material 
having a diffusing surface, and its edge is so beveled that during part 
of a revolution a surface illuminated by one of the light sources is 
viewed through the eye-piece of the instrument, and during the other 
part of the revolution a surface viewed by the second light source is 
observed. The flicker occasioned by this change disappears when 
the screen is brought to a point where it is equally illuminated by the 
two light sources. 

By the use of such forms of photometers it is found that results 
with different colored lights can be obtained, which are comparable 
with results obtained with lights of the same color. 
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